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PREFACE. 



The subject of the present volume is one which ought to be 
of interest to a very large number of readers, inasmuch as 
machinery and apparatus for the production of cold by arti- 
ficial means, in addition to its more legitimate uses for ice- 
making and the preservation of provisions of a perishable 
nature, is now employed, and plays an important part, in many 
industries and manufactures. Notwithstanding this, however, 
with the exception of the scattered information comprised in 
the few interesting and valuable papers which have been con- 
tributed from time to time to the engineering and other insti- 
tutions and societies, and of the able descriptive articles which 
have appeared in the leading technical journals at more or less 
wide intervals, but little has been written treating generally of 
machinery of this class. 

The author is, therefore, led to hope that a treatise dealing 
with the machinery and apparatus used in the principal systems 
of refrigerating and ice- making will prove not un useful both to 
those employing, or intending to employ, and to those in 
charge of such machinery and apparatus, and to others who, 
whilst desiring to obtain information upon the subject, have 
neither the opportunity nor the facility for attaining it from 
the sources above referred to. 



VIU PREFACE. 

In the execution of the work every endeavour has been 
made to place the matter before the readers in a concise form, 
and to include therein as much and as recent information upon 
the subject as practicable, thus rendering the scope of the 
book as wide as possible, without unduly swelling its bulk or 
overstepping the limits of a publication capable of being pro- 
duced at a moderate cost. Simplicity and clearness of classi- 
fication and description have been also aimed at throughout. 

To render the work as valuable as possible for purposes of 
reference, the construction and arrangement of rooms, and of 
cold stores and chambers for freezing and preserving pro- 
visions, and other manufacturing and industrial applications, 
and also the cost of working complete installations, have been 
gone into as fully as the space at command would allow; and 
to these have been added a chapter containing a short collec- 
tion of useful tables and memoranda pertinent to ihe subject. 

It is hoped that the end in view has been fairly attained, 
and that the book will be found of some service to those for 
whose use it is primarily intended. 

A. J. Wallis-Tayler. 

124, Chancery Lane, 

London, W.C, 1895. 
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MACHINERY. 



CHAPTER I. 

Introduction. 

Although refrigerating and the production of ice by artificial 
means is said to have been known to, and practised by, the 
Ancients, it is only in comparatively recent times that improved 
systems and apparatus have enabled operations to be carried out 
profitably on a commercial scale, and have rendered possible 
the numerous manufacturing and industrial applications now 
made. 

In addition to their employment for the manufacture of ice, 
more durable, and — by reason^of the known purity of the water 
congealed — more palatable and sanitary than the natural pro- 
duct; to their extensive use for the freezing or chilling of 
freshly killed meat in abattoirs ; and to their application to the 
cooling of stores or chambers for the preservation of meat, 
fowl, fish, fruit, vegetables, and other provisions of a perishable 
nature: refrigerating machines are now commonly employed 
in a number of different manufacturing processes, a brief des- 
cription of the most important of which will be found in the 
chapter devoted to industrial applications. 

The trade in fresh provisions is one that during the last few 
years has made enormous strides, and at the present time vast 
quantities of frozen carcasses, and of fish, fruit, vegetables, and 
milk are being imported into this country. 

Space does not, unfortunately, admit of entering into any 
lengthy account of the history of this trade, which is one ot 
great interest, or of indulging in statistics relative to the con- 
stantly increasing amounts of these imports: which figures can,- 

B 
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however, readily be got from a variety of sources by anyone 
interested therein, and which, moreover, hardly come within 
the province of a book purporting to be devoted to a descrip- 
tion of the various machines and appliances adapted for 
refrigeration and ice-making. The following, however, are a 
few of the leading facts : — 

The first cargo of frozen meat was brought to this country 
in the beginning of the year 1881, in the StraMeven^ which 
is said to have been fitted with a Bell-Coleman cold-air machine, 
and this was quickly followed by another consignment in the 
Froios, refrigerated by means of a cold-air machine of the 
Lightfoot pailern. On October 5th of the same year the 
steamship Orient arrived at London with a cargo of frozen 
meat, she being also fitted with refrigerating apparatus on the 
cold-air principle, in this instance one of Haslam*s patent dry- 
air refrigerators being employed, which worked without inter- 
ruption during the entire voyage of six weeks duration. On 
the 26th September in the succeeding year the clipper ship 
Mataura^ also fitted with a Haslam patent cold-air machine, 
arrived with a cargo of frozen meat from New Zealand. 

Such were the commencements of the trade in refrigerated 
meat, and it has so rapidly advanced that, in mutton alone, 
from a few hundred carcasses in 1881 it has risen to upwards 
of three millions in 1894, one million carcasses coming from 
Australia, and nearly one million four hundred thousand from 
the Argentine Republic. The total amount received in this 
country from the staiting of the frozen meat trade up to the 
present date from all sources is twenty-six million carcasses 
of sheep and lambs, thirteen millions of which came from New 
Zealand, nine millions from the River Plata, three millions 
from Australia, one hundred and fifty thousand from the 
Falkland Islands, and the remaining eight hundred and fifty 
thousand from various other localities. 

In 1886 the steamship Nonpareil (Scrutton, Sons & Co.), 
which had been fitted for the purpose with a Haslam dry-air 
refrigerator, brought to this country the first cargo of West 
Indian fruit; and early in 1888 a cargo of apples was shipped 
from Melbourne in the Oceana, in chambers also cooled by 
a Haslam machine, both cargoes arriving in good condition. 
Since then many of the ships belonging to the Peninsular and 
Oriental Steamship Company, and others, have been fitted 
up for this trade. 

Within the last two years a considerable import trade in milk 
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has also arisen ; one firm alone, during the past winter, having 
regularly sold 500 gallons of foreign milk daily, and thousands 
of gallons of foreign cream were likewise imported into this 
country within the same period, to be used: for butter-making. 
The bulk of this milk is shipped to London from Gothenburg 
by steamer, having been frozen chiefly by refrigerating 
machines on the ammonia compression principle, and costing, 
it is stated, 25 per cent, less than English milk. 

All these provisions can now be brought to this country in 
excellent condition, the chief dangers of deterioration being 
from hurried and consequently careless stowing, from bumps 
and bruises caused by rough and unskilled handling, and from 
exposure to higher temperatures during transit from the vessel 
to the cold stores on land, and subsequent distribution by road 
or rail to the retailers. 

To enable the following description of the several classes of 
refrigerating machinery to be clearly understood, it is absolutely 
necessary to be conversant with the usually accepted definitions 
of heat and the terms relating thereto, that have to be more or 
less frequently referred to in dealing with the subject. These 
definitions and terms will, no doubt, be perfectly familiar to 
most readers of this book, but everyone is liable at times to 
lapses of memory and doubt, and on such occasions it is found 
convenient to have the wherewithal. to refresh it, and those, on 
the other hand, who are unacquainted with the subject will be 
saved the trouble of referring to other works in order to obtain 
the said definitions, and the meaning of the said terms. 

The principal terms that have to be used in treating of re- 
rigerating, and which will be met with in the following pages, 
are : — Thermal unit of heat (British), mechanical equivalent of 
heat, specific heat, and latent heat. 

The standard unit of heat used (thermal unit) in England is 
the heat necessary to raise the temperature of i lb. of water 
from 32° Pahr. by 1^, or that given up by i lb. of water in 
cooling i^ Fahr., viz., from 33° down to 33°. 

As to what heat really is. According to the accepted definition, 
heat is motion, which theory was finally arrived at by Sir Hum- 
phrey Davy in 181 2, as the result of his observations of the ex- 
periments which he made in 1799, and of those of Benjamin 
Thompson (Count Rumford) in 1798. In spite of this, however, 
it is extremely doubtful whether this is correct, or whether it is 
not as fallacious and misleading as numerous other scientific defi- 
nitions, the accuracy of which is usually taken for granted. 



4 REFRIGERAtING AND ICE-MAKlNG MACHINERY. 

The absolute truth upon the subject is that nothing, or next to 
nothing, is actually known for certain as to what heat really is. 
In a most interesting paper by Dr. Ernst Mach, Professor of 
Physics in the University of Prague, which appeared in the 
**Monist*'of October, 1894, this deep and original thinker, 
after showing the absurdity of many universally accepted 
theories, remarks with reference to thermodynamics that, as it 
has been shown that heat is not a substance, the usually accepted 
theory is that it is a mode of motion, but Dr. Mach most con- 
clusively proves that this is not true. In an able article upon 
the fallacy of scientific definitions published in the "Engineer" 
of October 12th, 1894, the writer, after referring to the fact 
that the exact nature of heat is as yet absolutely unknown, 
truly observes that heat really behaves sometimes like a sub- 
stance and sometimes not. 

Joule's mechanical equivalent of heat equals 772 ft.-lbs. 
That is to say that heat demands for its production, and 
produces by its disappearance 772 ft.-lbs. for each unit of 
heat. The experiments by which Joule determined the above 
equivalent were conducted by means of a falling weight, which 
actuated an agitator or paddle-wheel placed in water, the friction 
caused by a weight of i lb. falling; though a distance of 772 ft., 
or of a weight of 772 lbs. falling through a distance of i ft., 
being found sufficient to heat i lb. of water 1° Fahr. 

Specific heat is defined as being that amount of heat 
necessary to raise the temperature of a body of a given weight 
1°. The unit of measure is that quantity of heat that is 
na:essary in order to raise the same weight of water to an 
equal temperature. If equal weights of different bodies are 
raised the same number of degrees of temperature, each one 
takes up a different amount of heat, moreover, the specific heat 
of the same substance differs in accordance with its state, /.^., 
whether it be solid, liquid, or gaseous, and under varying con- 
ditions of temperature and pressure, increasing invariably with 
an increase of temperature or pressure. The specific heat of 
water is exceeded by but few bodies, and the variation thereof 
at different temperatures is so small as to be unworthy of 
notice. The specific heat of water is therefore taken as the 
standard of comparison, and at 32® Fahr. it is represented 
by unity. 

Latent heat, the existence of which was first discovered by 
Dr. Black in 1762, has been thus clearly and concisely defined 
by Balfour Stewart, in his ** Treatise on Heat" : — "Latent heat 



INTRODUCTION. 5 

is the heat which is absorbed by bodies in passing from one 
state to another, but it does not manifest ilself by producing 
an increase of tcjiiperature, and is on this account called latent 
heat. . • . A pound of water at 212°, mixed with a pound 
of water at 32°, gives 2 lbs. of water at 122°, the mean of the 
two components ; if, how^ever, a pound of ice at 32° be mixed 
with a pound of water at 212^, we have 2 lbs. of water at 51^ 
only, . . . The difference being equal to that required 
to raise 2 lbs. of water through a range of 71° . • . . 
representing the heat required to liquefy i lb. of ice." 

In addition to the above, calculations made with respect to 
heat will entail the use of the terms, absolute pressure and 
temperature. The first of these is pounds per square inch 
above a vacuum. Hence, as the zero on a steam pressure 
gauge represents atmospheric pressure it will be necessary to 
add 14-7 lbs. to any particular gauge pressure toconveit it into 
absolute power. Temperature is a term u hich implies that de- 
gree of sensible heat which a body possesses when compared 
with another body. The zero upon the thermometrical scale 
is an arbitrary zero or starting point, adopted becacuse the real 
zero was unknown; recent experiments place it at 461° 
Fahr. Thus the absolute temperature of a body is that of 
absolute zero added to the ordinary thermometrical tempera- 
ture thereof. For instance, if the latter be 32° Fahr. then the 
absolute temperature would be 493° Fahr., or 461 were it zero 
Fahr. on the thermometer. 

According to Boyle's or Marriotte's law the temperature 
remaining the same, the volume of any given quantity of gas 
will be in the inverse ratio to the pressure which it sustains. 

Finally it must be borne in mind that all substances contain, 
more or less, heat ; and that as heat cannot be created, nor yet 
can it be destroyed, a body can only be reduced in temperature 
by the transference of more or less of its heat to another body. 

The abstraction of heat, therefore, from one body and its 
transfer to another, called the refrigerating or cooling agent, is 
naturally the main function of refrigerating and ice-making 
apparatus, and in order to insure continuity of action, the said 
refrigerating agent — the temperature of which must necessarily 
be lower than that of the substance upon which it is desired to 
act — must be either periodically renewed, or suitable means 
must be provided for the removal therefrom of the heat 
extracted or abstracted from the latter. That is to say, a 
continuously working mach'ne comprises a heat-abstracting 
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apparatus, and suitable means for automatically renewing at the 
requisite intervals the cooling agent or medium, or for the 
removal from the latter of the heat extracted from the body it 
is desired to cool, so as to enable it to be used over and over 
again in a continuous cycle. 

The various inventions for refrigerating and ice-making that 
are now in use, can be conveniently classified for the present 
purpose under the following five principal heads, viz. : — 

T'irst, those wherein the more or less rapid dissolution or 
liquefaction of a solid is utilised to abstract heat This is, 
strictly speaking, more a chemical process. 

Second, those wherein the abstraction of heat is eflfected by 
the evaporation of a portion of the liquid to be cooled, the 
process being assisted by an air-pump. This is known as the 
vacuum system. 

Third, those wherein the abstraction of heat is effected by 
the evaporation of a separate refrigerating agent of a more or 
less volatile nature, which agent is subsequently restored to its 
original physical condition by mechanical compression and 
cooling. This is called ihe compression system. 

Fourth, those wherein the abstraction of heat is effected by 
the evaporation of a separate refrigerating agent of more or less 
volatile nature under the direct action of heat, which agent 
again enters into solution with a liquid. This is termed the 
absorption system. 

Fifth, those wherein air or other gas is first compressed, then 
cooled, and afterwards permitted to expand whilst doing work, 
or practically by first applying heat, so as to ultimately produce 
cold. These are usually designated as cold-air machines. 



CHAPTER II. 

The Utilisation of the more or less Rapid 
Dissolution of a Solid to Abstract Heat, 
OR THE Liquefaction Process. 

Liquefaction is one of the most ancient methods employed 
for artificial cooling. The reduction of temperature of water 
and other liquids by the melting of saltpetre is said to have 
been known in India at a very remote period, and it is on 
record that one Blasius Villafranca, a physician of Rome, 
utilised it for this purpose as early as 1550. The Romans are 
said to have cooled wine by immersing the bottle containing 
the latter in a second vessel filled with cold water into which 
saltpetre was gradually thrown, whilst at the same time the said 
bottle was rotated rapidly. Freezing water by the use of a 
mixture of snow or powdered ice and saltpetre was mentioned 
by Latinus Tancredus of Naples in 1607, and wine by means 
of snow and common salt by Santorio in 1626. This was also 
in all probability the method employed by the Esthonian 
tribe for producing artificial cold, and freezing the dead, and 
liquids, as mentioned by Orosius about a.d. 400. 

To this class belong the numerous ordinary and well-known 
machines and apparatus employed for icing creams, lemonades, 
&c., which usually consist of a tub constructed of wood into 
which a vessel containing the substance to be cooled or frozen 
is placed, and is surrounded by a frigorific agent, such as a 
mixture of pounded ice or snow and chloride of sodium ; or a 
combination of certain chemicals may be substituted for the 
former. 

This method is also used on a more extensive scale for ice- 
making and cooling, but although ice can be produced on a 
commercial scale with improved apparatus, it is still more 
expensive than strictly mechanical methods. The best among 
the many forms of apparatus for making ice on this principle 
are probably those of Toselli and Siemens. 



8 REFRIGERATING AND ICE-MAKING MACHINERY, 

In Toselli's machine the frigorific agent consists of a mixture 
of ammonium nitrate and water, which produces a reduc- 
tion of temperature of about 40° Fahr. The apparatus 
requisite is one of extreme simplicity, consisting merely of a 
vessel in which the solution of the salt is effected, and a can 
wherein are placed a number of moulds of different sizes, circu- 
lar in cross section, and formed with a slight taper. These 
moulds, previously filled with water, are inserted in the freezing 
mixture, and a thin film of ice is formed round their edges in 
a few minutes ; these slightly tapered tubes of ice are then 
withdrawn from the moulds, and placed one inside the other, 
thus forming a small stick of ice. The relative dimensions of 
the moulds are of course such as to form the ice tubes suitably 
proportioned to admit of the above operation. 

In Siemens' apparatus calcium chloride is employed as the 
frigorific agent. The dissolution of this salt in water produces 
a reduction of temperature of only about 30° Fahr., and to 
admit of this reduction being sufficient to produce ice with 
water at an initial temperature of 65° Fahr., a heat inter- 
changer is provided, wherein the spent liquor, which is at a 
temperature of about 30° Fahr., is employed to cool the water 
before it is mixed with the salt. It will thus be seen that 
there will be a gain in reduction of temperature equivalent 
to the amount of this cooling action. The sail can be re- 
covered by evaporation, and employed over and over again. 
This apparatus is stated to have worked well, producing ice 
on a large scale in a satisfactory manner, but owing to its 
being on the whole found to be inferior, and more costly than 
purely mechanical methods of producing ice, it has never come 
into general use. 

In an American machine, wherein ammonium nitrate is like- 
wise employed as the frigorific agent, cylindrical receptacles 
fitting one within the other, so as to leave annular spaces or 
clearances, are provided. The water to be frozen is placed in 
the centre, the frigorific agent in the said annular spaces or 
clearances, so that the first or outermost acts to cool the second, 
the second the third, and the third the fourth, and so on, the cold 
being intensified at the centre in accordance with the number 
of the said annular spaces containing the frigorific agent. 
The series of cylindrical vessels or receptacles are arranged in a 
wooden outer casing so mounted as to be capable of being 
slowly revolved, and thereby promoting the more rapid disso- 
lution of the salt. This apparatus is analogous to that employed 
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many years ago on a small scale for laboratory experiments by 
Walker, and by means of which he succeeded in sinking the 
spirit to — 9i°Fahr. 

When any of the above methods are employed for refrigerat- 
ing purposes, brine, previously cooled in the apparatus, is cir- 
culated in the usual manner through a system of cooling pipes. 

The general law governing the production of cold by frigo- 
rific mixtures is, that during the liquefaction of a solid, a certain 
amount of heat not indicated by or sensible to the thermo- 
meter is absorbed, which heat is abstracted from any sur- 
rounding bodies. The absorption of heat, consequently the 
production of cold, in the said environing bodies is the more 
marked in proportion as the solid is more suddenly or rapidly 
liquefied. 

The following observations on frigorific mixtures are extracted 
from a paper* on " Refrigerating and Ice-making Machineiy and 
Appliances," by Mr. T. B. Lightfoot, C.E., M.I.C.E., who is 
a well-known authority upon the subject : " When a substance 
changes its physical state, and passes from the solid to the 
liquid form, the force of cohesion is overcome by the energy 
in the form of heat. The effect may be produced without 
change in sensible temperature, if the heat be absorbed at the 
same rate as it is supplied from without. Thus, as is well 
known, the temperature of melting ice remains constant at 
32° Fahr., and any increase or decrease in the heat sup- 
plied merely hastens or retards the rate of melting without 
affecting the temperature. Mixtures of certain salts with water 
or acids, and of some salts with ice, which form liquids whose 
reezing points are below the original temperatures of the mix- 
lures, do not however behave in this way ; for under ordinary 
circumstances the tendency to pass into the Jiquid form is so 
strong, that the heat is absorbed at a greater rate than it can 
be supplied from without. The store of heat of the melting 
substances themselves is therefore drawn upon, and the tem- 
perature consequently falls until a balance is set up between 
the rate of melting and the rate at which heat is supplied from 
outside. This is what takes place with ordinary freezing mix- 
tures. The amount of the depression in temperature appears 
to depend to some extent on the state or hydration of the salt, 
and the percentage of it in the mixture. Almost the only salts 
used are those of certain alkalies, few others possessing the 
requisite solubility at low temperatures." 

♦ " Proceedings, Institution of Mechanical Engineers,** 1886, p. 2or. 
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Table of Principal Frfczing Mixtures. 





Reduction of 


Amount of 
fall in de- 
grees Fahr. 




temperature in 


COMPOSITION OF FREEZING MIXTURES. 


degrees Fabr. 


From 


To 


Snow or pounded ice, 2 parts ; muriate of soda i 






part 




- 5 




Snow 5 ; muriate of sodium 2 ; muriate of am- 








monia, I 




— 12 




Snow 24 ; muriate of sodium 10 ; muriate of am- 








monia 5 ; nitrate of potash 5 




-18 




Snow 12 ; muriate of sodium 5; nitrate of am- 








monia 5 . . . . • . 




-25 




Snow 4 ; muriate of lime 5 


+ 32 


-40 


72 


Snow I ; chloride of sodium or common salt i . . 


+ 32 





11 


Snow 2 ; muriate of lime crystaUized 3 . . 


+ 32 


-50 


Snow 3 ; dilute sulphuric acid 2 


+ 32 


-23 


55 


Snow 3 ; hydrochloric acid 5 


+ 32 


-27 


59 


Snow 7 ; dilute nitric acid 4 


+ 32 


-30 


62 


Snow 8 ; chloride of calcium 5 


+ 32 


-40 


72 


Snow 2 ; chloride of calcium crystallized 3 


+ 32 


-50 


82 


Snow 3 ; potassium 4 


+ 32 


-51 


83 


Snow 2 ; chloride of sodium i 




- 5 




Snow 5 ; chloride of sodium 2 ; chloride of am- 








monia I 




— 12 




Snow 14 ; chloride of sodium 10; chloride of am- 








monia 5 ; nitrate of potassium 5 




-18 




Snow 12 ; chloride of sodium 5 ; nitrate of am- 








monia 5 




-25 




Snow 2 ; dilute sulphuric acid i ; dilute nitric 








acid I 


— 10 


-56 


46 


Snow 12 ; common salt 5 ; nitrate of ammonia 5 


-18 


-25 


7 


Snow I ; muriate of lime 3 , 


-40 


-73 


33 


Snow 8 ; dilute sulphuric acid 10 


-68 


-91 


23 


Chloride of ammonia 5 ; nitrate of potassium 5 ; 








water 16 


+ 50 


+ 4 


46 


Nitrate of ammonia i ; water i 


+ 50 


+ 4 


46 


Chloride of ammonia 5 ; nitrate of potassium 5 ; 








sulphate of sodium 8 ; water 16 


+ 50 


+ 4 


46 


Sulphate of sodium 5 ; dilute sulphuric acid 4 . . 


+ 50 


+ 3 


47 


Sulphate of sodium 8 ; hydrochloric acid 9 


+ 50 


— 


50 


Nitrate of sodium 3 ; dilute nitric acid 2 


+ 50 


- 3 


53 


Nitrate of ammonia i ; carbonate of sodium i ; 








water i 


+ 50 


- 7 


57 


Sulphate of sodium 6 ; chloride of ammonia 4 ; 








nitrate of potassium 2 ; dilute nitric acid 4 . . 


+ 50 


-co 


60 


Phosphate of sodium 9 ; dilute nitric acid 4 
Sulphate of sodium 6 ; nitrate of ammonia 5 ; 


+ 50 


— 12 


62 








dilute nitric acid 4 . . , , 


+ 50 


-14 


64 
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Table of Principal Freezing Mixtvres— Continued. 



COMPOSITION OF FREEZING MIXTURES. 
(Materials previous!}- cooled.) 


Reduction of 
temperature in 
degrees Fahr. 


14 
&l 

34 

16 
68 
66 
53 

^^ 
46 

40 
33 

2J 


From 


To 

-34 

-52 

-48 
-66 
-68 

I^ 

-73 
-91 


Phosphate of sodium 5 ; nitrate of ammonia 3 ; 

dilute nitric acid 4 

Phosphate of sodium 3 ; nitrate of ammonia 2 ; 

dilute mixed acid 4 
Snow 3 ; muriate of lime 4 
Snow I ; muriate of lime crystallized 2 , , 

Snow 2 ; muriate of lime 3 

Snow 8 ; dilute sulphuric acid 3 ; dilute nitric 

acid3 

Snow 3 ; dilute nitric acid 2 . . . , 
Snow I ; dilute sulphuric acid I • . 
Snow 2 ; muriate of lime crystallized 3 . . 
Snow 8 ; dilute sulphuric acid 10 




-34 

+ 20 



-15 

— 10 



— 20 

Z^ 



CHAPTER III. 

The Abstraction of Heat by the Evaporation 
OF a Portion of the Liquid to be Cooled, 
THE Process being assisted by an Air-Pump, 
or the Vacuum Process. 

This class includes all such machines as operate to extract 
heat by the evaporation or vaporization of a portion of the 
water or other liquid to be cooled or frozen. 

The cooling of liquids on this principle depends upon the 
conversion of the sensible heat into latent heat during evapora- 
tion, and, in its most primitive form, its use is almost coexistent 
with that of the world, having been commonly employed for 
refrigerating purposes in all ages. It is obvious, however, that 
as a portion of the liquid to be cooled is permitted to go to 
waste, it can be only profitably applied direct to liquids of 
liitle or no value, such as water. 

A common example of this method in its crudest form is 
found in the ancient plan, so universally adopted in hot 
climates, of cooling water by the evaporation of a portion of 
the contents of a porous jar or vessel from the outer surface 
thereof, by hanging the said vessel in a position where it will 
be subjected to either a natural or an artificial drauglit. 

It is stated that the practice of procuring ice by exposing 
water to the night air in shallow porous vessels has been prac- 
tised in India during the cool season from the remotest ages. 
The said vessels are placed on a bed of straw, cornstalks, or 
megass (crushed cane stalks) in shallow excavations made pre- 
ferably in an exposed situation on an extensive plain, being 
filled with water to be congealed or frozen, and in the morn- 
ing, provided the night be clear, are found covered with thin 
crusts of ice. 

This process is also said to have been practised, both in 



THE VACUUM PROCESS. 



13 



France and in this country, in the latter part of the last century, 
with perfect success, so far at least as the production of ice 
was concerned, but it failed commercially by reason of the 
large expenses entailed. 

The first machine on the vacuum principle for the produc- 
tion of artificial ice by the conversion of sensible into latent 
heat by evaporation, of which there is any record, was that 
invented by Dr. Cullen, in 1755, who in that year made the 
discovery that the evaporation of water could be facilitated by 
the removal ot the atmospheric pressure by means of an air 




Fig I. 

pump, to such a degree as to enable him to freeze water even 
in summer. 

This apparatus was the parent of all those subsequently 
designed for cooling and congealing liquids by their own 
evaporation in vacuo, that is to say, wherein the vapour is 
drawn off from the partial vacuum wherein it is formed, and is 
condensed in another partial vacuum with or without the help 
of absorbents, and is expelled by pressure. 

In 1777, Nairne found that, by the introduction of sulphuric 
acid into a receiver for the exhaust, the aqueous vapour could 
be absorbed from the rarified air and the latter dried ; and by 
taking advantage of this discovery he was enabled, in 181 o, to 
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construct an apparatus wherein he got rid of the vapour that 
rose from the water, and thus prevented it from forming a per- 
manent atmosphere, and hindering the continuity of the 
operation. 

Further attempts were made by Leslie (1810), Vallance 
(1824), Kingsford (1825), and others, but without any much 
greater success attending their efforts, Edmond Carre's sul- 
phuric acid freezing machine being the first to be commercially 
successful. 

This apparatus, acting to refrigerate by evaporation and rari- 
fxalion, and which was adapted to produce the carafes frappks 
commonly used in Parisian cafe's and restaurants, consisted, 
as shown in Fig. 1, of a cylindrical vessel, a, intended to 
contain the charge of concentrated sulphuric acid; an air- 
pump, B, so arranged that it could be connected to the mouth 
of the carafe, and of an agitator, c, which is so coupled to the 
air-pump lever that it will be operated during the working of 
the said pump in such a manner as to keep the sulphuric acid 
in the cylindrical vessel a continually in motion. 

The machine of course only operates intermittingly, but the 
large body of sulphuric acid used in the vessel a prevents a 
rapid loss of absorptive power taking place through dilution, 
and the agitation obviates the formation of a more diluted 
stratum on the surface, which would be highly detrimental to 
the proper working of the apparatus. 

The chief drawback to this machine, besides its intermissive 
action, is the difficulty experienced in maintaining the pump 
in good working order, and the various joints all perfectly gas 
tight. 

Franz Windhausen patented in 1878 a compound vacuum- 
pump designed to produce ice directly from water without 
using sulphuric acid \ and likewise a modified arrangement 
wherein sulphuric acid could be employed. In this latter 
apparatus the sulphuric acid is cooled by water whilst absorb- 
ing the vapour, and is subsequently concentrated, when it 
becomes over-diluted, thus obviating the necessity for the in- 
sertion of a fresh supply of acid. 

An improved foim of this machine constructed in 1881, 
nominally capable of producing from 12 to 15 tons of ice 
per 24 hours, and which was first put up at the Aylesbury 
Dairy, Bayswater, London, and afterwards removed to Bromp- 
ton, was fully described in a paper* written by Dr. Hopkinson. 
♦ " Journal of the Society of Arts," 1882, Vol. xxxi., p. 20. 
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ITie ice-forming vessels or moulds, which are six in number, 
are constructed of cast-iron, circular in transverse section, and 
slightly tapered. These cans, moulds, or cases moreover are 
steam-jacketed, so as to admit of the ice being melted or 
thawed off and readily disengaged therefrom, and are provided 
at their lower ends with hinged doors, which, when closed, 
form fluid-tight joints. 

The sulphuric acid is contained in a long cylindrical vessel 
wherein rotating agitators maintain the said acid in continual 
motion during the operation of the apparatus, and the said 
cylindrical vessel is water-jacketed so as to carry off the greater 
portion of the heat that becomes liberated during the absorp- 
tion of the vapour. 

The sulphuric acid cylinder or vessel communicates with the 
upper parts of the ice-forming vessels or moulds, and with the 
vacuum-pump, which latter has two cylinders, viz., a large 
double-acting one and a small single-acting one. 

The water is admitted to the moulds through nozzles at a 
regulated rate, the fine streams offering an extended surface 
for evaporation, and becoming instantly congealed into ice 
globules or particles, which, falling into the bottoms ©f the 
said moulds, are frozen, together with the water that collects 
there. 

In the operation of the apparatus the air, and any vapour 
that may pass over from the sulphuric acid cylinder or vessel, 
are drawn into the large pump-cylinder, by which they are 
^lightly compressed and passed on into the condenser, wherein 
a portion of the said vapour is condensed by cold water, the 
rest, together with the air, entering the second or smaller pump- 
cylinder, where they are compressed up to the tension of the 
atmosphere and discharged. This pump, it is stated, admits 
of a vacuum of half a millimetre of mercury being constantly 
maintained ; 2 J mm., however, being as low a vacuum as it is 
found necessary to have during actual work. 

By the employment of a compound pump with an inter- 
mediate condenser, and performing the compression in two 
distinct stages, the losses that would otherwise occur from the 
clearance spaces in the large pump are greatly reduced. 

The concentrator for the diluted sulphuric acid consists in 
a lead-lined vessel or receptacle fitted with a steam-heated coil 
of lead piping and connected with an ordinary air-pump. The 
acid is transferred from one vessel to the other by atmospheric 
pressure, and the diluted or weak acid, which is at a com- 
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paratively low temperature, is heated on its way to the con- 
centrator in an interchanger, by the strong concentrated acid 
returning from the latter. 

The ice produced by this machine, like that of all those on 
the vacuum principle acting direct, is in an opaque and porous 
condition ; and the avoidance of this defect, and the produc- 
tion of clear transparent crystal ice by freezing it in moulds 
plunged in brine previously cooled by evaporation in a vacuum, 
would render the process too expensive to be commercially 
successful. 

The total amount of water that is used in working is from 
10 to 12 tons per ton of ice, and the fuel i8o lbs. of coal to 
each ton of ice produced ; the latter is employed in raising 
the requisite supply of steam for driving the pumps, and heat- 
ing the coil in the sulphuric acid evaporator. 

Fig. 2 is a vertical 
central section partly 
in elevation showing 
Lange'*s improved 
pump for exhausting 
the air from the ab- 
sorber of a vacuum 
machine. As will be 
seen from the draw- 
ing, three pistons, a, 
B, and c, are em- 
ployed, placed in line 
one above the other 
and working in three 
separate cylinders. 
The valves are so 
arranged that each of 
the uppermost cylin- 
ders draws from the 
^ra one below, and they 
are sealed with oil, 
which latter con- 
stantly circulates through the pump. The mixed oil and air on 
leaving the top or uppermost cylinder is discharged into a 
separator d, the air being permitted to escape into the. atmo- 
sphere, and the oil passing into a receptacle Irom which it can 
be returned to the pump when required. 

The vacuum apparatus for the refrigeration of a liquid by 




Fie. 2. 



THE VACUUM PROCESS. 



17 



its partial evaporation, for which James Harrison took out a 
patent in 1878, is designed to produce opaque ice at a very 
low cost (about one shilling per ton), by reducing the fuel 
consumption, which, as already mentioned, is the chief item of 
expense. This is effected by getting rid of the bulk of the fric- 
tion engendered in the usual vacuum and air pumps, and also 
by a saving of the fuel expended in concentrating the weak or 
diluted sulphuric acid in the previously described apparatus. 
The main feature of Harrison's invention is the process of refri- 
gerating by the evaporation of the liquid to be cooled or con- 
gealed, by carrying its vapour under a head of neutral non- 
evaporable liquid, condensing the compressed vapour at the 
ordinary temperature, and removing the resulting liquid and 
air by a pump. 

One form of his apparatus consists in a rotating pump or 
cylinder which seems to provide a ready means of exhausting 
large volumes of low ten- 
sion vapour, without the 
expense of the labour en- 
t ailed in maintaining 
ordinary piston packings 
in an effective condition, 
and the great loss through 
friction therefrom. This 
device consists, as will be 
seen from the sectional 
diagramatical view, Fig. 
3, of an iron cylinder, 
rotatably mounted hori- 
zontally upon hollow or 
tubular shafts or axles, 
and divided internally 
into different compart- 
ments by longitudinal 
partitions of an L shape 

in transverse section. This cylinder is connected through 
one of the hollow shafts or axles with the refrigerating or ice- 
making vessels or moulds, which may be of any convenient 
form, and it is partly filled with oil or other liquid, which 
latter must invariably be either non-evaporable or one which is 
only vaporizable at a temperature greatly in excess of that at 
which the refrigerating liquid can be vaporized, and it must, 
moreover, be perfectly neutral chemically to the vapour with 

C 
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which it will be brought into contact when the machine is at 
work. 

The operation of the apparatus is as follows, viz. : — ^The 
cylinder rotates upon one of the fixed hollow axles, through 
which the vapour or gas to be conipressed is delivered from the 
refrigerator or ice-making vessels, and the longitudinal partitions 
or cpmpartments moving round with their apertures downwards 
carry with them charges of the vapour, and compress them to 
a degree varying in accordance with the depth to which they 
dip below the surface of the liquid. After attaining the lowest 
position the compressed vapour is liberated, and rises into a 
fixed hood or inverted channel, situated centrally and com- 
municating with the other hollow shaft or axle, which is placed 
at the other side of the cylinder, through which it passes to a 
surface condenser. In this surface condenser the compressed 
vapour is partially condensed, both by direct cooling action and 
also by the evaporation of water flowing over the surface, and 
the condensation water, together with any air present, are then 
compressed to the atmospheric tension and discharged. 

Several modifications are also described, viz. : — First, a series 
of buckets attached to endless chains dipping into a reservoir 
of the compressing liquid, and delivering the compressed gas 
or vapour into a reservoir. Secondly, a gasometer-shaped vessel, 
rising and falling in an annular space filled with a non-evapor- 
able neutral liquid. The vessel, on being lifted, becoming filled 
with the air or vapour, and on being depressed delivering it 
under a head of liquid. Thirdly, a tapering archimedean screw 
working in a reservoir of non-evaporable neutral liquid by which 
the vapour is taken in at the larger upper orifices, and is dis- 
charged, compressed, and liquefied at the lower or smaller end. 
Fourthly, pumps with actuated valves and with arrangements for 
complete expulsion of air or vapour. And finally, fifthly, fans 
working in the air or vapour, and forcing it from one compart- 
ment into another, or exhausting it and forcing it into the 
atmosphere. 

A patent was obtained by Blyth and Southby some years back 
for a vacuum refrigerating machine of great simplicity of design. 
The main feature of their apparatus consists in the provision of 
two pumps, viz., a large main pump and a small auxiliary one, 
the former being heated by means of a steam jacket or other- 
wise. 

The large, single acting, steam-jacketed vapour pump, is 
driven by a cranky which is situated beneath, and is enclosed 
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in a suitable cylindrical casing or chamber, having at one side 
a door or cover admitting of access thereto, and so arranged 
that when closed it forms a gas-tight joint. The crank is driven 
by belt gearing, from any suitable source of motive power, and 
the pulley for the latter is fixed upon the end of a shaft or 
spindle passing through a stuffing box provided upon the 
opposite side, or wall, of the crank chamber, to that fitted with 
the said door or cover. 

A heavy balanced fly-wheel is also mounted upon the crank 
shaft, and is enclosed within the said chamber, which, as above 
mentioned, is made perfectly fluid tight. 

The ice box is fitted with an automatic feeding arrangement 
for filling the ice-can or case with water, which mechanism is 
operated by an eccentric upon the crank shaft, and the said 
box is connected with the pump through a pipe governed by a 
stop-cock or valve, a similar cock or valve being also fitted in 
the pipe leading to the cooling vessel, and another suitable valve 
in the vapour exit to the condenser. 

A double-acting air or ejector pump worked off the eccentric 
is moreover provided for removing the air from the interior of 
the machine, and a vacuum gauge for ascertaining the degree 
of vacuum produced. 

The operation of the machine is as follows, viz. : — Any air 
that may be contained within the large pump cylinder is first 
pumped or drawn off" by the small air or ejector pump, thereby 
producing a vacuum which is filled by vapour from the water 
to be frozen or cooled. The large single-acting pump, v/hich 
draws the vapour from the said water through a suction valve 
situated in the piston, compresses the said vapour and delivers 
it through the outlet or discharge valve to the condenser, where 
it is condensed by water in the usual manner, is removed by 
the small air or ejector pump, together with any air that may 
have passed into the machine through leakage, and is dis- 
charged into the atmosphere. The vapour is prevented from 
condensing in the cjlinder by the steam-jacket, which main- 
tains the temperature of the said cylinder above that at which 
the said vapour will condense into water. Were this not the 
case; and were the vapour permitted to condense in the cylin- 
der, the quantity to be discharged would be so small as not to 
be capable of being forced through the delivery or outlet 
valve. 

When starting the machine, communiculion between both 
ends of the vapour pump cylinder can be kept open for any 
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requisite length of time during the first portion of the delivery 
stroke, so as to permit the air to return to the underside of the 
piston, and thereby lessen and regulate the expenditure of power 
required in getting up the vacuum. This is effected by means 
of a bye-pass and valve, which can be opened at starting, and 
kept open for about nine-tenths of the piston stroke, being 
closed gradually as soon as the vacuum becomes more perfect, 
and altogether as soon as all the air has been got rid of. The 
average pressure upon the piston is light, not exceeding about 
one-sixth of a pound. 

In all the above arrangements, a portion of the refrigerating 
agent itself, together with the heat it has absorbed, is rejected, 
consequently water, as the only one sufficiently inexpensive, is 
invariably employed. Water has a boiling point of 212° Fahr. 
at atmospheric pressure, a latent heat of vapour of 966-6 and a 
tension of vapour of 0*623, and having so high a boiling point it 
requires a vacuum of -089 lb. per square inch to boil at a tem- 
perature of 32° Fahr., and consequently a vacuum at the very 
least as high as this must be maintained to produce ice by the 
vacuum process. 



CHAPTER IV. 

The Abstraction of Heat by the Evaporation 
OF A Separate Refrigerating Agent of a 
MORE or less Volatile Nature, which Agent 
is subsequently restored to its Original Phy- 
sical Condition by Mechanical Compression 
AND Cooling, or the Compression Process. 

So far the refrigeration has been effected by evaporation, the 
air gaining access under natural conditions, or by an artificial 
draught, or the evaporation has been accelerated by reducing 
the atmospheric pressure, the latter operation being next still 
further facilitated and rendered practically continuous by pro- 
viding for the absorption of the vapour given off or evolved by 
means of an absorbent, such as sulphuric acid. 

More volatile liquids, however, are employed as agents, such 
as, for instance, alcohol, sulphurous and carbonic acids, bisul- 
phide of carbon, gasoline, ether, methylic and sulphuric ether, 
carbon bisulphide, methyl chloride, ethylene, anhydrous am- 
monia, &c. 

In the year 1755, Dr. Cullen found that, by removing the 
atmospheric pressure, ether and other liquids which boil at low 
temperatures would evaporate at temperatures below freezing 
point, with sufficient rapidity to congeal water brought into 
contact with the exterior surfaces of the vessels or receptacles 
wherein they were contained. 

In a refrigerating and ice -making apparatus invented by 
Jacob Perkins about the year 1834, compression was first in- 
troduced, the volatile liquid used, according to Sir Frederick 
Bramwell, being one derived from the destructive distillation of 
caoutchouc. This invention of Perkins' is the origin from 
which has sprung all those machines operating upon the com- 
pression principle. 

Perkins* apparatus is shown in Fig. 4 in side elevation, partly 
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in vertical section, and consists simply, as will be seen from the 
illustration, in a jacketed pan a, clothed externally with non-con- 
ducting material, and a pump b connected to the upper part of 
the jacket, and to the first or uppermost convolution Of a coil or 
worm fitted in a tank or vessel c wherein cooling water can be 
freely circulated, and the last or lowermost convolution of which 
coil or worm is connected to the lower part of the said jacket. 
The water to be frozen is placed in the jacketed pan, the space or 
clearance between the latter and the jacket being partially filled 
with the distillate from caoutchouc, or the ether, or other vola- 
tile liquid intended to form the refrigerating agent. The vapour 
given off or evolved from the volatile liquid contained in this 
space or clearance is drawn off from the top by the pump b, and 




is delivered compressed to the water-cooled worm or coil, which 
is shown by dotted lines in the tank c, wherein it is again 
liquefied and returned from the bottom of the latter to the 
lower part of the said space or clearance. The complete 
cycle of operations is thus continuous, and the only loss of 
the volatile liquid used as a refrigerating agent that is possible, 
is that which may take place through leakage. 

The system of absorbing heat and thus producing cold, 
partly by the expansion and vaporization or gasifying, and sub- 
sequent liquefaction, and partly by compression and cooling, 
is in accordance with the well-known law of physics, viz., that 
all gases during the process of passing from a liquid to a gaseous 
state are bound to absorb a certain amount of heat, and whilst 
reluming from a gaseous to a liquid state to give up or throw 
off the same amount of heat. 

Whatever the refrigerating or heat-absorbing agent that may 
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be used, the following cycle of operations is obligatory in all 
machines working upon this principle, viz. : — 

First, compression, that is the refrigerating or heat-absorbing 
agent in gaseous form, is subjected to a pressure sufficient to 
reduce it to a liquid form, the said pressure varying with the 
nature of the agent, and the temperature of the condensing 
water. During this compression, a degree of heat is developed 
in accordance with the amount of pressure to which the gasj is 
subjected, or to the volume to which it has to be reduced* rela- 
tively to that of the gas, in order to produce liquefaction. 
This heat is carried off by means of condensing or cooling 
water. \ 

Second, condensation, during which process the heat de- 
veloped during the above-described compression of the gas is 
carried away by forcing the latter through water-cooled pipes, 
the heat being transferred to the said cooling water. At this 
point the gas is ready to assume the liquid form, in doing 
which an additional amount of heat is given off to the said 
water. 

Third, expansion, during which the Tquefied gas is admitted 
to series or coils of pipes, and being suddenly relieved of pres- 
sure, instantly flashes or expands into a gaseous form ; in doing 
which, according to the above-mentioned law of physics, it is 
forced to absorb or take up a quantity of heat which it renders 
latent, and which it draws from the surrounding objects, viz., 
firstly, of course, the pipes or coil wherein it is confined, and 
secondly, such substances as may be brought in contact with 
the latter, and which it is desired to cool, as air, water, 
brine, &c. 

The amount of heat thus abstracted or absorbed is equal to 
that previously given up to the cooling water in the condenser, 
the gas being then ready for compression, &c., and the cycle 
of operations can thus be repealed ad infinitum. 

These three operations being essential, all machines of this 
class, however much they may differ in more or less important 
points of detail, must perforce consist of the following three 
series of parts, viz. : — 

First, a compression side, wherein ihe gas is compressed in 
some suitable and convenient manner. 

Second, a condensingside, wherein the gas circulates through 
water cooled pipes or coils or their equivalent, gives off its 
heat, and liquefaction takes place. 

Third, an expansion side, consisting of ppes or coils, or 
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Other space, wherein the gas can re-expand and perform its 
work of cooling or refrigerating, by abstracting heat in the 
above-described manner from the surrounding objects. 

It will be seen that the heat only that has been acquired by 
the refrigerating agent is rejected, the latter being used over 
and over again, the only loss, therefore, is that sustained through 
accidental leakages. 

Such liquids only, however, are capable of being used as re- 
frigerating agents as possess vapours capable of being liquefied 
under pressure at ordinary temperatures. Hence, owing to the 
latter operation being an absolute essential, it is generally known 
as the compression process. 

The next attempt at improvement in these machines was 
made by Professor Twining, who obtained a patent for his inven- 
tion in this country in 1850, and in the United States in 1853. 
His apparatus comprises an exhaust or expansion vessel, a pump, 
and a condenser. The water to be frozen is placed in cham- 
bers or cells situated between thin metal pipes, plates, or par- 
titions, through which circulates the vapour evolved from a 
suitable volatile liquid, such as ether, sulphide of carbon, &c., 
which vapour i; drawn off by an air pump, compressed, con- 
densed in a coil or worm, cooled by water, and is then returned 
to the reservoir in which it is once more vaporised, in a manner 
substantially similar to that of Perkins*. In fact, as already in- 
timated, all machines of this class are bound to operate upon 
the same principle as that of the latter inventor, and can only 
differ therefrom in details of construction of more or less im- 
portance. 

It is stated that a machine of Twining's, of a capacity designed 
to produce 2,000 lbs. of ice in twenty-four hours, was in 
operation in 1855 ^^ Cleveland, Ohio ; and that, although 
working under somewhat serious disadvantages, it did actually 
produce 1,600 lbs. of ice per twenty-four hours in a toler- 
ably satisfactory manner, and was in use off and on for about 
three years. 

Another machine, which comprises certain further improve- 
ments on Perkins' apparatus, was invented and patented by 
James Harrison in the year 1856. 

The novel feature claimed especially, in Harrison's compres- 
sion machine, is the evaporation of volatile liquids in vacuo, 
and the reduction to a liquid form in a separate vessel by pres- 
sure. The essential parts of his apparatus consist of three 
vessels connected by tubes, a vacuum being established through- 
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out the apparatus, and the air being expelled by the vapour of 
ether, ammonia, or other volatile liquid. The first vessel is 
charged with the volatile liquid ; the second vessel contains 
a pumping and compressing apparatus, by means of which the 
vapour is withdrawn from the first vessel and forced into a third ; 
and the third or last vessel is immersed in water or kept moist, 
so that the heat generated by the compression and liquefaction 
of the vapour may be carried off. The resulting liquid passes 
into the first vessel to be again evaporated under diminished 
pressure, and again withdrawn, compressed, liquefied, and 
returned, the process being capable of indefinite prolongation, 
until the apparatus be either injured or becomes worn out. 

The general arrangement of an improved Harrison machine 
constructed by Siebe Gorman & Co., is shown in side elevation 
i^ Fig. 5, wherein a is the steam-engine cylinder; b is the 




Fig. 5- 



pump or compression cylinder, which is kept cool by a suitable 
water-jacket ; c is the refrigerator, which consists of a copper 
cylinder, fitted with sets of copper tubes arranged horizon- 
tally ; D is the ether condenser, which is composed of sets of 
copper tubes also arranged horizontally in a wooden tank or 
casing, and cooled by a circulation of water. 

Suitable connections are provided between the refrigerator c, 
pump B, and condenser d. 

The refrigerating agent employed in this apparatus is 
sulphuric ether, which is the result of the action of sulphuric 
acid upon vinous alcohol, and which has a specific gravity of 
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0720, a latent heat of vaporisation of 165, a specific gravity ot 
vapour of 2*24 as compared with air, and the boiling point of 
which is 96° Fahr. at atmospheric tension. 

The liquid sulphuric ether is delivered from the condenser D 
to the refrigerator c, through a pipe fitted with a stop cock by 
means of which the amount admitted can be nicely adjusted 
to the capacity of the pump b. The weight of ether capable 
of being drawn off by the said pump b is dependent upon the 
pressure at which evaporation takes place, as it is perfectly 
obvious that the denser the said vapour, the greater the weight 
drawn off at each stroke of the pump. 

In order to ensure this apparatus working up to its fullest 
capacity the boiling point of the sulphuric ether must be so 
regulated as to impart the exact reduction of temperature 
desired, consequently the pressure at which evaporation is 
caused to take place depends upon the degree of temperature 
to which it is required to lower the brine. 

The amount of water required to be passed through the 
ether condenser d, for cooling purposes, naturally varies in dif- 
ferent cHmates, and in accordance with the season of the year ; 
in this country it is stated to be about 150 gallons per hour for 
each ton of ice produced per twenty-four hours. The liquefac- 
tion of the vapour is said to take place wiih cooling water at the 
temperature usually obtainable here at a pressure of some 3 lbs. 
per square inch above that of the atmosphere ; in a hot climate, 
however, a very much higher pressure is required, rising some- 
times to as much as 12 lbs. above that of the atmosphere. 

The apparatus, when employed for making ice, is provided 
with an ice-making tank, usually fitted with copper moulds ; or, 
when used for refrigerating purposes, it may be connected with 
a system of cooling pipes. The brine circulation is maintained 
by means of a suitable pump, and the brii»e, which is, as 
a rule, reduced to a temperature of about 10^ Fahr. during 
its passage through the sets of tubes in the refrigerator c, is 
returned, after circulation, to the said refrigerator to be re- 
cooled. The sets of tubes in the refrigerator are so arranged 
that the brine to be cooled circulates through them succes- 
sively, being thus gradually reduced in temperature. 

AVhen employed for cooling water or other liquids, the said 
liquid is usually passed at once through the refrigerator c in 
place of the brine. 

In Charles Tellier's apparatus, which was designed some 
years later, the refrigerating agent employed is methylic ether, 
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which liquid has a latent heat of vaporisation of 473, and which 
enters into ebullition at tension 
of the atmosphere at a tem- 
perature of from 20° to 25° 
below zero Fahr., whereas sul- 
phuric ether, employed in the 
improved Harrison machine, 
as before mentioned, boils at 
96° Fahr., a difference, of about 

I2£°. 

Methylic ether is the result 
of the action of sulphuric acid 
upon ligneous alcohol, that is 
to say, alcohol distilled from 
wood. To obtain methylic 
ether, sulphuric acid is mixed 
with ligneous alcohol in equal 
proportion, and heated until 
the ether is evolved, carrying 
with it a number of bye pro- 
ducts, such as sulphurous acid, 
carbonic, acid, and empyreu- 
matic vapours, which must be 
eliminated by passing the im- 
pure vapour through or over 
liquids, etc., by which they will 
become absorbed and retained. 
For instance, by passing the 
adulterated vapour over potash, 
the carbonic and sulphurous 
acids will be retained by the 
alkali, the aqueous vapour 
being at the same time carried 
away mechanically. 

In the distillation of methylic 
ether on a large scale, a great 
difficulty would be experienced, 
under ordinary conditions, in 
getting a liquid, havFng so low 
a boiling point as — 25° Fahr., 
to flow through the requisite 
pipes. To overcome this difficulty, Tellier designed tlie 
special apparatus illustrated in sectional elevation in 
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Fig. 6, wherein the vapour, after purification, is brought 
back to a liquid state by pressure, and is thus rendered 
manageable. 

In the drawing a, b, c are large cast or wrought-iron drums 

or receivers; d is the 

^ purifier; e is a special 

^ pump which sucks off 

the purified vapour and 

delivers it through the 

worm F in a liquid state 

^^> g=-=-n^^ -c^y j ^ ] r into a set of receivers 

K~^ ^S "■-: -^ G, which latter are cap- 

* JJ vj ' ' ^-^ able of withstanding a 

very high pressure, anci 
from whence it can be 
drav/n off", and will flow 
through the rest of the 
apparatus as easily as 
water. 

Tellier's apparatus for 
the production of cold 
is shown in elevation in 
Fig. 7, wherein a is the 
refrigerator; b is a re- 
ceiver or vessel in which 
the methylic ether is 
evaporated; c is the 
pump for drawing off* 
the vapour from the 
latter ; and d is the con- 
denser, which is fitted 
with a suitable worm or 
coil. The vaporised me- 
thylic ether is either em- 
ployed to lower the tem- 
perature of a solution 
of brine, by passing it 
through a series of tubes 
situated in the refri- 
gerator and plu^Pi«in 
the latter ; or it is carried on and permitted to expand in a 
suitable system of pipes, and so act direct to reduce the tem- 
perature of air-tight chambers. When in operation it is found 
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that the pipes leading from the receiver b are so cold that they 
become coated with hoar frost ; whilst, on the contrary, when 
giving up the absorbed heat during compression and liquefac- 
tion, the gas raises the tubes to a very high temperature, 
sometimes even approaching to a red heat. 

The liquefaction of the methylic ether in the worm or coil of 
the condenser p gives rise to a certain amount of pressure, and 
to allow for this, and at the same time to permit a supply of the 
liquid to pass from the said condenser to the receiver b as 
required, a device called a 
distributor, the construction 
of which will be readily 
understood from the . en- 
larged sectional view, Fig. 8, 
is employed. £ is the aper- 
ture through which the liquid 
methylic ether is delivered 
to a small chamber or recess 
F. G is the outlet aperture, 
the upper portion of which is 
bifurcated as shown at g^ g\ 
and which communicates 
with the refrigerator, h is 
a valve having two recesses 
h\ h\ which correspond 
with the holes or apertures 
g\ g\ and which valve is 
mounted on a spindle i, 
which is capable of being 
rotated through the bevel or 
mitre gearing k, and shaft 
L, and works upon a suitable seating in the bottom of the said 
recess or chamber f. During the revolution of the valve h in 
the chamber f, which latter is always maintained full of lique- 
fied methylic ether, the recesses h become filled with the 
latter, and every time that the said recesses pass over the cor- 
responding holes or ways g\ the liquid contained therein falls 
by gravity into the latter and passes away to the refrigerator 
through the outlet g. 

Ab^^ the same time as the preceding, an ether machine was 
pafl?^OT by Delia Beffa and West, which comprised a multi- 
tubular refrigerator in which the ether was volatilised, a double- 
acting air or vacuum pump exhausting this vessel and pumping 
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the ether vapour into a condenser ; and likewise a special form 
of the latter for condensing the said ether vapour. 

The following particulars regarding an ether machine are 
given* by Mr. Lightfoot as being the result of actual experiments 
made in this country, and serving to show what may be expected 
under ordinary conditions : — 

Production of ice per twenty-four hours . . . , 15 tons. 

„ „ per hour 1,400 lbs. 

Heat abstracted in ice-making, per hour . . 245,000 units** 

Indicated horse-power in steam cylinder, excluding 
that required for circulating the cooling water 
and for working cranes, etc. . , , , ,, 83 I.H.P. 

Indicated horse-power in ether pump . . . , 46J I.H.P. 

Thermal equivalent of work in ether pump, per hour, 1 1 9,26 1 units** 

Ratio of work in pump to work in ice-making , , i to 2*05 

Temperature of water entering condenser . . , , 52** Fahr. 

Mr. Frederick Colyer,C.E.,M.I.C.E., states! that he obtained 
the following results with a first-class api)aratus when testing the 
working of some of the leading ether machine?, viz. — ** In an 
ether machine made by Messrs. Siebe Gorman & Co., capable 
of cooling 3,200 gallons of water from 60° down to 50° or ab- 
stracting 320,000 heat units*" per hour, the average experi- 
ments gave 4,250 gallons per hour cooled 10° Fahr. The 
temperature of the water at the inlet was 54° and that of the 
water used for condensing purposes was the same. The 
maximum cooling effected v/as 449,437 heat units** abstracted 
per hour, being from 35 to 40 per cent, above the nominal 
power of the machine. The condensing water used per hour 
was 1,262 gallons, or about 3-ioths of a gallon for every gallon 
of water cooled. The coal consumed was 3 J cvvts. per hour; 
it was of indifferent quality, or the consumption would have 
been smaller. The steam cylinder was 2 1 in. diameter and 
27 in. stroke; the air-pump 24 in. diameter and 27 in. stroke. 
The speed of the engine was 58 revolutions per minute, with 
48 lbs. of steam cut off at one- third of the stroke. The indi- 
cated power of the engine was 53 horse-power, and of the air- 
pump 29*2 horse-power. The boiler was 7 ft. diameter and 
24 ft. long, and gave an ample supply of steam." 

This, he stated, was the most efficient ether machine that had 

* "Proceedings, Institution of Mechanical Engineers," 1886, page 214. 
** A thermal unit is that amount of heat required to raise the tem- 
perature of I lb. of water i° by the Fahr. scale when at 32*. 
t " Proceedings, Institution of Mechanical Engineers," 1886, page 248. 
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come under his notice at that date, and contained several 
improvements not usually found in others of the same class. 

According to the same authority the ether system is more 
expensive than the ammonia system (which latter will be next 
considered), especially in London where coal is expensive, and 
water has frequently to be obtained from the water companies. 
The latter item is undoubtedly in this case one of considerable 
moment, as water is required in larger quantities for condensing 
purposes in the ether system,and consequently the high tempera- 
ture which it sometimes attains in the street mains during the 
summer months becomes a matter of serious importance, as 
regards the economical working of the machines. 

Other objections to the use of ether as a refrigerating agent 
are, thaty owing to its low vapour tension, a very large volume 
has to be circulated to perform a given refrigerating effect, thus 
abnormally increasing the dimensions of the apparatus ; rapid 
deterioration under repeated vaporisation and recondensa- 
tion ; and finally that it is extremely inflammable and ex- 
plosive. 

On the other hand, however, it is possessed of the quality ot 
working with a low pressure in the condenser, which renders its 
use advantageous in hot climates. 

Van der Weyde's (American) apparatus comprises exhaust 
and force pumps, a cooling coil and two refrigerators, the latter 
also acting as reservoirs for the condensed liquid. The most 
usual refrigerating agents employed are naphtha, gasoline, 
rhigoHne, or chimogene.* The water to be frozen is placed in 
moulds or vessels i)lunged in other vessels containing glycerine, 
and which latter are surrounded on the outside by cyrogene. 
The naphtha, gasoline, rhigoline, or chimogene is evaporated by 
means of an air pump and forced through the refrigerator, the 
evaporation of the said cyrogene abstracting sufficient heat to 
form ice. 

In Raoul Pictet's n^achine sulphur dioxide or sulphurous acid 
(SO 2) is employed as a refrigerating agent. Sulphur dioxide 
is prepared by burning sulphur in dry air or oxygen gas, or by 
removing the elements ot water, and an additional atom of 
oxygen from sulphuric acid by heating it together with copper 
clippings or mercury. The purification of the resultant gas is 
effected by washing, and it is collected either by displacement, 
or over mercury. Jt is completely colourless, has the over- 

• Knight's " Practical Dictionary of Mechanics." 
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powering odour of burning sulphur, neither supports combus- 
tion or respiration, is 2*247 times heavier than air, is easily 
condensed, is liquefiable by cooling down to 14^ Fahr. under 
ordinary atmospheric pressure, and congeals into a transparent 
solid at temperatures below — 168° Fahr. This gas deviates 
considerably from Boyle's law of pressures, and occupies 
less space for equal increments of pressure than does air 
under like conditions, this variation becoming more marked 
as the temperature is i educed. Sulphurous acid is extremely 
soluble in water, one volume of the latter at a temperature 
of 50° Fahr. being capable of dissolving 51*38, and at 68^, 
36*22 volumes of the former. It has a molecular weiglut of 65 
and a density of 32. The latent heat of vaporisation of this 
liquid is 182, and it boils at a temperature of 14^ Fahr. at the 
tension of the atmosphere. 

In Pictet's apparatus the refrigerator and ice-tanks are com- 
bined, the circulation of the brine being effected by means of a 
fan, and the space occupied is thus considerably reduced, the 
efficiency being also somewhat augmented. 

In 1885 Pictet applied for a British patent for an improved 
material for use in refrigerating apparatus wherein anhydrous 
sulphurous acid is employed, consisting of the admixture with 
the latter of carbonic anhydride. The sealing, however, was 
successfully opposed and consequently no patent was granted 
for this invention. 

The employment of sulphurous acid is highly objectionable, 
by reason of its becoming converted, by combining with the 
constituents of the atmosphere, into sulphuric acid and cor- 
roding the machine. 

In a patented machine of Windhausen's the refrigerating 
agent employed is what is indifferently known as carbon-dioxide 
(CO2), carbonic anhydride, or carbonic acid, which material is 
gaseous at ordinary temperatures, and under ordinary pressures, 
but which liquefies at a pressure of 540 lbs. Carbonic acid 
gas does not burn, neither supporting combustion nor respira- 
tion. 

Windhausen's apparatus is fitted with a pair of compressors 
placed in line with steam cylinders of the compound type, 
arranged side by side with a surface condenser between them. 
The gas condensers are situated in the base of the machine, 
and a separate refrigerator is provided in connection with each 
of them, constructed of coils of wrought-iron pipes mounted in 
a steel casmg, whereiu the brine is circulated. The duplicate 
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portions of the machine are usually so arranged as to admit of 
either of them being worked separately, or both together, if 
desired. This is advantageous inasmuch as it renders the 
apparatus practically equal to two independent or separate 
machines, and affords the same immunity from a complete 
breakdown. The later machines comprise several patented 
improvements by J. & E. Hall, Ltd., which firm are also (we 




Fig. 9. 



are informed) the proprietors of the original Windhausen 
patent. 

Fig. 9 is a vertical central section, some of the parts being 
left in elevation, showing the Windhausen compressor for 
treating the gas in two stages. Figs. 10 and 11 are enlarged 
views, showing more clearly the details of construction of the 
inlet or suction valve, and of the outlet or discharge valve. 
As will be seen from the illustration the inner cylinder a is 
surrounded by an annular space communicating with the former 
through the valve P ; C is the inlet which communicates with 
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the cylinder a through a suitable valve, and through which 
the gas to be compressed is drawn or sucked into the said 
cylinder ; b is the piston, and e is a valve through which the 
annular space or clearance round the cylinder a communicates 
with a pipe leading to the condenser. 

In operation the gas is primarily drawn into the cylinder a, 
through the inlet valve c, where it is compressed, and discharged 
through the valve d to the above-mentioned annular space, 





Fig. II. 



wherein it is finally compressed by the oil shown in the latter 
and the cylinder a, which communicate at their lower ends 
through suitable holes or apertures, and which oil forms a 
liquid piston. After this second and final compression the gas 
is discharged through the valve e to the condenser. 

Another machine adapted for the use of carbon dioxide as a 
refrigerating agent is found in that of Lowe. It comprises a 
gasometer or gas-holder, a pump, a condenser or cooler, a drier 
charged with chloride of calcium, a water-cooled condensing 
coil, and a refrigerator or ice- making tank. In operation the 
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gas is admitted to the pump, liquefied under the action thereof, 
and the heat thus generated is absorbed or taken up in the 
cooler, after which it is allowed to expand into the refrigerator, 
where it acts in the usual manner, and is finally returned to the 
gas-holder. 

Refrigerating machines on the carbonic acid or carbonic 
anhydride system are also made by the Pulsometer Engineering 
Company, Limited, and others. 

Carbonic acid, carbon dioxide, or carbonic anhydride (CO2) 
is completely inodorous ; and the further advantage is also 
claimed for it, that, as it has no affinity for copper, it can be 
used with that metal with impunity. This is an important quality 
for marine installations, and consequently it has been used to a 
certain extent for that purpose. On the other hand, however, 
it is a deadly poison and fatal to animal existence, and has the 
further drawback that with water at a temperature of 70° 
Fahr. it requires a very high pressure to liquefy it, viz., 
one amounting to about 1,000 lbs. per square inch, whilst 
when the temperature of the said water exceeds 80° Fahr. it 
is for this reason practically impossible to economically 
employ it as a refrigerating agent at alL 

Carbonic acid or carbon dioxide must not, however, be 
mistaken for the still more deadly gas known as carbon mon- 
oxide or carbonic oxide gas (CO), the inhalation of even a 
miiuite quantity of which will produce death. Carbonic acid 
or carbon dioxide (CO 2), which is the poisonous gas found at 
the bottom of old wells, &c., and forms the choke-damp of 
coal mines, is nevertheless sufficiently dangerous, and accord- 
ing to Sir Henry E. Roscoe, F.R.S., the presence of only 010 
per cent, (i part per 1,000) of this gas will render air unfit for 
continued respiration. The same authority gives the vapour 
tension of carbon dioxide or carbonic acid, at 35*5 atmospheres 
at a temperature of 0° Cent. (32° Fahr.), and at 73*5 atmo- 
spheres at a temperature of 30° Cent. (86° Fahr.). 

According to Mr.T.B.Lightfoot, M.I.C.E.,* the horse-power 
required in carbonic-acid machines, for producing a given 
quantity of ice with cooling water at 90 degs., is just about 
double that required for producing the same quantity with 
cooling water at 50 degs. He is also of opinion that the 
refrigerating effect falls off so fast as to render a carbonic-acid 
machine practically useless long before a temperature of 87 
degs. is reached. 

* Engineerings 6tli December, 1895. 



CHAPTER V. 

The Compression Process {continued).— Awh,io^i\ 
Machines. 

The refrigerating agent now most largely employed, and by 
far the most efficient one known at present, is anhydrous 
ammonia (NH3), which has a molecular weight of 17 and a 
density of 8*5. This liquid boils at 40° below zero Fahr. 
at atmospheric pressure ; it has a latent heat of vaporisation 
of 900, and a vapour tension of 108 lbs. per square inch at a 
temperature of 60*^ Fahr. Gaseous ammonia can be liquefied 
at a pressure of 128 lbs. to the square inch, at a temperature 
of 70° Fahr., and at a pressure of 150 lbs. at a temperature 
of 77° Fahr., the pressure required to produce liquefaction 
rising very rapidly with the temperature. To liquefy by cold 
it requires to be reduced to a very low temperature, viz., 
—85*5° Fahr. The latent heat of ammonia is very great, con- 
sequently its value as a refrigerating agent is proportionately 
large. 

The only alterations required in an ether machine to render it 
suitable for use with anhydrous ammonia as a refrigerating 
agent, are those made necessary by reason of the higher pressure 
of its vapour, and of the injurious action which it exercises 
upon copper, which causes the use of brass or gun metal in any 
of the parts with which either the liquid or the vapour comes 
in contact to be undesirable. 

The chief advantages derived from the use ot anhydrous 
ammonia as a refrigerating agent are that it possesses greater 
heat-absorbing power than any of the others named, excepting 
water ; that it liquefies at a comparatively low pressure ; and 
that it is neither so deadly in its effects upon animal life as 
carbonic anhydride or carbonic acid gas (C02),noras explosive 
or inflammable as ether, and consequently its use is claimed to 
be practically free from danger. 
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Ammonia is, however, far from being perfectly innocuous and 
safe, and due precautions should be taken to avoid accidents 
where it is in use. It is a colourless irrespirable gas, having an 
extremely pungent, pecuh'ar, and easily recognisable odour, and 
it is also slightly combustible when mixed with a sufficient pro- 
portion of air, burning feebly with a flame of a greenish-yellow 
hue, and when mixed with about twice its volume of air being 
capable of exploding with considerable violence. From this it 
will be clear that it is absolutely essential that no part of an 
ammonia apparatus should have a naked light inserted into it, 
until it has been open and exposed to the air for a sufficient 
time to render the presence of such light harmless. The 
tendency of ammonia gas, owing to its being only half the 
weight of air, is to rise when set free, so that there is the less 
likelihood of any person who might chance to be near when 
an ammonia pipe happens to burst, or a bad leak to take place, 
becoming overpowered by the gas. 

Another objectionable feature of ammonia, which has been 
already alluded to, is its very strong action on copper and its 
alloys, by reason of which no such material can be employed 
for any part of an ammonia machine. 

Common ammonia of commerce is a solution of ammonia 
gas in water, and its usual strength is 26° Beaume.* Anhy 
drous ammonia is pure dry ammonia gas compressed to a 
liquid, and it is manufactured by the distillation of the ordinary 
26° ammonia of commerce in a suitable apparatus. This 
apparatus, which should be of sufficient strength to stand 
a pressure of 65 lbs. on the square inch, comprises a still, a 
condenser, three separators, and a drier or dehydralor. The 
still is heated, by a suitable steam coil, to a temperature of 
about 212° Fahr., when the ammoniacal gas, together with 
a certain amount of water, passes off into the first separator, 
which latter is usually situated on the top of, and forms an up- 
ward extension of, the still. In this first separator the greater 
portion of the watery particles carried over are eliminated by a 
series of perforated plates, through which perforations the gas 
has to pass, and are returned to the still through a dip pipe. 
From this first separator the partially dried gas passes through 
a water-cooled worm in the condenser, and then successively 
through the two other separators to the drier or the dehydrator, 
where it is passed through a set of similiarly perforated plates 

♦ See Table of Comparison of various hydrometer scales, Page 244. 
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to those in the first separator, but having small sized lumps of 
freshly burnt lime placed upon them, by which any moisture that 
may still remain in the gas is removed, and the completely anhy- 
drous product can then be passed into the ammonia pump or 
compressor. 

It is found advisable to work the still at a pressure of about 
30 lbs. to the square inch, so as to admit of its being raised to 
a slightly higher temperature than the boiling point of water at 
atmospheric pressure, without causing the water to boil, the 
result of this being that the whole, or practically the whole, of 
the ammonia will be set free, whilst at the same time the least 
possible amount of the water will be vaporised and pass over 
with the said ammonia gas. 

To ascertain whether or not all the ammonia has been elimi- 
nated, two methods of testing the charge in the still are usually 
practised. The first is to draw off a small quantity of the 
charge, and if this fails to turn litmus paper, then the charge is 
exhausted, and all the ammonia has been driven off. The 
second is to allow a small amount of the gas leaving the still 
to escape through a small cock or valve specially provided for 
the purpose, when if this gas be tested with turmeric paper, and 
if this latter remains unchanged in colour (yellow), the charge 
is completely spent ; if, however, the said paper on the contrary 
turns of a brown hue, there is still some ammonia left. 

After the distillation is finished the water remaining in the 
still should be run out, and as soon as the temperature of the 
latter is sufficiently lowered it can be again charged. The 
water accumulating in the second and third separators, being 
saturated with ammonia gas, may be returned into the still 
when recharging the latter. The amount of ammonia water, 
however, that becomes deposited in the said separators will be 
very small if the pressure in the still is maintained at about 
30 lbs., as above-mentioned. 

The hme in the drier or dehydrator must be removed when- 
ever it is found to have become in any degree slacked. 

Commercial ammonia of 26° Beaum^ contains 38'5 per 
cent, of anhydrous ammonia by volume, it is therefore easy 
to calculate from this the quantity that it would be necessary 
to distil in order to produce any given amount of anhydrous 
ammonia. 

Ammonia gas or vapour is, owing to its searching nature, very 
troublesome to deal with, even at a low pressure, consequently 
this difficulty is greatly increased by the comparatively high pres- 
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sure or tenuity that is obtained in a compression machine, and 
which rises in the condenser to as much as 180 lbs. per square 
inch. Leakage of the ammonia gas at the pump glands and 
other parts of the apparatus forms, therefore, the main objection 
to the use of ammonia as a refrigerating agent, and the means 
employed to prevent this leakage one of the chief points of 
difference between ammonia and ether machines. Another 
difficulty to overcome is the liability to an imperfect discharge 
of the gas from the compressor-pump, and the expansion and 
consequent back pressure of that remaining therein. 

The most important part of an ammonia machine working 
on the compression principle, and indeed of all apparatus where- 
in a volatile liquid is compressed, is the gas compreisor. In 
ammonia machines both single and double-acting compressors 
are employed. A single-acting compressor has the advantage 
when working with a gas of the tenuity of ammonia, owing to 
its only carrying the lesser pressure of the suction side over the 
stuffing box, of preventing the said stuffing box from being 
subjected to the high pressure of the condenser, which is 
unavoidably done at the termination of each stroke in a double- 
acting compressor, and on this account the chance of leakage 
is, of course, greatly reduced. On the other hand, however, it 
is obvious that a double-acting compressor must be more 
advantageous from an economical point of view, inasmuch as 
it deals with twice the amount of gas at each revolution of the 
crank-shaft, that a single-acting compressor of the same diameter 
and stroke is capable of operating upon. Moreover, the same 
amount of friction is engendered in each case, although with a 
double-acting compressor double the duty is being performed, 
and the friction of the moving parts — such as the cross-head, 
piston, piston-rod, and connecting-rod — causes no inconsiderable 
loss, for to overcome friction, power has to be expended, and 
waste of power means loss of fuel, />., money. The amount of 
saving effected in a machine having two gas compressors may be 
taken to be one-eighth of the whole amount of power required 
for compressing the gas. A further economy is that a double- 
acting compressor is capable of performing the work of a pair 
of single-acting ones of the same size, and consequently there 
is a saving in the first cost of the apparatus and in space 
occupied. 

The construction of a gas compressor for operating with 
ammonia does not, as already mentioned, vary in any very 
material point from that of one intended to work with ether. 
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and, however much they may differ from one another in minor 
points of detail, they all work upon the following broad prin- 
ciples, viz. : — 

The gas compressor, which is operated by a steam-engine or 
other suitable motor, draws the gas or vapour from the eva- 
porating coils or tubes of the refrigerator after it has performed 
its duty of cooling, compresses it on the return stroke of the 
piston, and forces it into a system or series of pipes or coils in 
the condenser, in which coils, under the cooling action of water, 
it resumes its liquid form. From the condenser it is again 
passed in the liquid state, through a minute opening of the ex- 
pansion or regulating cock, into the evaporating coils or tubes 
of the refrigerator, wherein it again expands into gas or vapour, 
owing to the diminished pressure there prevailing, by reason of 
the sucking action of the gas compressor. The pressure in the 
pipes or coils in the refrigerator is usually maintained at from 
15 lbs. to 30 lbs., whilst that in the condenser as above- 
mentioned, may rise as high as 180 lbs., the former depending 
of course on the amount of opening given to the expansion 
cock. The liquid ammonia passing suddenly from the above 
high pressure of the condenser to the comparatively low pressure 
in the refrigerator, instantly flashes into gaseous form, and whilst 
doing so, in conformity with the well-known natural law, is 
forced to absorb a quantity of heat which it renders latent; this 
it does from the surrounding objects, which in the present 
instance are either the pipes or coil in the refrigerator, and the 
brine circulating round the latter, or when used for cooling on 
the direct system, the sets of refrigerating pipes into which it is 
passed and the surrounding air. 

In order to avoid any chance of accidents occurring through 
the machine being started with all the valves closed, a suit- 
able relief or safety valve and bye-pass should invariably be 
provided. 

Expressed generally, then, the cycle of operations in machines 
on the ammonia compression system is the same as that of 
those described in the preceding chapter, viz., compression, 
condensation, and expansion ; and the said machines, no 
matter how they may differ in more or less important points of 
constructional detail, must all likewise consist of three different 
parts, viz., a compression side, a condensing side, and an ex- 
pansion side. The said operations are rendered continuous 
by suitably connecting all these sides or parts together so that 
the gas passes through them in the above order. 
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Fig. 1 2 is a vertical central section illustrating the De La 
Vergne single-acting compressor, constructed by L. Sterne & 
Co., Limited. The characteristic feature of this machine 
consists in the patented system for preventing the occurrence 
of any leakage of gas taking place past the stuffing box, piston, 
and valves, and extracting the heat from the said gas during 
compression, by the simple device of injecting into the said 
compressor, at each stroke, a certain quantity of oil or other 
suitable lubricating fluid. By means of this sealing, lubricating 
and cooling oil, not only are the stuffing-box, piston, and valves 
effectually sealed, and the heat developed during compression 
taken up, but all clearances are entirely filled up. This latter 
is a matter of the utmost importance, as it ensures a complete 
discharge of the gas from the pump cyUnder, and were this not 
eflfected, and an imperfect discharge thereof only to take place, 
by reason of a portion of the said gas remaining at the termina- 
tion of each stroke in the clearance, however small, that must ol 
necessity be ordinarily left between the piston or plunger, and 
the cylinder-head, the gas thus left over would re-expand on 
the reverse stroke of the said piston or plunger, and the pressure 
thus set up against the incoming charge of gas cause a very 
considerable loss of power and efficiency. 

This method of sealing the stuffing-box and piston enables 
the leakage and consequent introduction of air into the pump, 
or drawing out or wasting of a volume of the refrigerating gas 
at each alternate stroke of the piston, to be effectually pre- 
vented without necessitating the packing of the said piston and 
gland so tightly as to bind and set up an excessive amount of 
friction, the power required to overcome which has been some- 
times found to exceed that necessary to perform the entire work 
of compression. Moreover, when working constantly against 
a pressure of from 125 to 180 lbs., it is obvious that the 
slightest wear would cause a considerable leakage of gas 
to take place past the piston into the adjoining chamber, 
and like difficulties would also be encountered with the valves, 
allowing the gas to regain access to the pump cylinder by leak- 
ing past the discharge valves, or to be re-admitted to the suc- 
tion side past the corresponding valves. The losses occasioned 
in this manner through abnormal friction, and the reduction in 
efficiency and loss of valuable material through leakages con- 
stitute in some machines a very large item, and are the chief 
cause of failure to give satisfactory results. 

It is claimed by the inventor that the oil injected into the 
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compressor cylinder for the above-mentioned sealing purposes, 
not only effectually overcomes the above difficulties, but also 



Fig. 13 

acts in a more efficient manner to absorb or take up the heat 
generated during compression by the mechanical energy exerted 
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by the compressor piston or plunger upon the gas, than does a 
water-jacket to the cylinder and hollow water-cooled piston and 
rod, the useful effect of which latter is to a great extent prevented 




by the thickness of melal required in a pump destined to work 
at a high pressure. In order to ensure the highest efficiency in 
a compressor, it is essential that the heat generated by the act 
of compressing be eliminated as far as practicable, as otherwise 
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the said heat, by expanding the gas itself during compression, 
increases its volume, and consequently necessitates an opening 
of the discharge valve prior to the time that would be required 
were the gas cooled during compression. It is obvious that 




all the energy expended in effecting such premature dis- 
charge of the increased volume of gas is so much loss. 

The oil used is of a special quality, which is unaffected by 
the chemical action of the ammonia, it being absolutely essential 
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that it be of a nature that will not saponify, and that is capable 
of withstanding both extremes of heat and cold. 

Fig. 13 is a vertical central section, showing a double-acting 
compressor on the De La Vergne system, fitted with Louis 
Block's patent arrangement of valves, the main object of which 
is to secure the discharge of the oil at the lower end of the 
cylinder taking place immediately after all the gas is gone 
and not before, as in the latter case re-expansion will take 
place, resulting in loss of efficiency of the pump. To effect 
this, two valves are provided in the lower end of the compres- 
sor cylinder, one above the other. 

Either or both of these valves may open on the down stroke 
of the piston, until the latter covers the upper one, when only 
the lower one is left open to the condenser. During the 
remainder of the stroke of the piston, after the lower valve is 
also closed, the other or upper one opens communication with 
an annular chamber formed in the said piston. In the bottom 
of this annular chamber are provided, moreover, valves which 
open as soon as all the other outlets from the underside of the 
piston are closed, to ensure which they are loaded with springs, 
so arranged as to require somewhat more pressure to open them 
than the discharge valves on the side of the cylinder. The gas, 
and afterwards the oil, then all pass out through the piston, no 
trace of the former being present at the completion of the down 
stroke. In this manner the oil system of sealing can be advan- 
tageously retained, and the pump will work as well at the 
lower side as the upper. 

Fig. 14 illustrates a complete De La Vergne refrigerating 
machine of a capacity of 220 tons. 

Fig. 15 shows a marine type of the De La Vergne machine. 
It is a vertical single-acting compressor, actuated by a high 
pressure horizontal steam-engine, fitted with a special governor, 
which admits of the steam supply being determined for wide 
ranges of speeds when required, say for any speed between 30 
and 300 revolutions per minute, without interfering with the 
running, or stopping the machine. The construction of the 
compressor cylinder is identical with that illustrated in the 
enlarged sectional view. Fig. 1 2. 

A complete installation of a' refrigerating plant on the De La 
Vergne ammonia compressor system is shown in side elevation 
in Fig. 16, from which view the circulation of the ammonia 
and sealing oil can be easily traced, viz : — 
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Firstly. Following the path taken by the ammonia, in order 
to produce the frigorific effect, a is the compressor cylinder, 
which in this instance is of the double-acting type, and similar 
in construction to that shown drawn lo a larger scale in Fig. 1 3 ; 
and R is the steam-engine cylinder, which is likewise arranged 
horizontally, b is a pipe through which the gas is drawn or sucked 
from the evaporating coils into the compressing cylinder a. The 
said gas is then discharged by the action of the compressor a 
through the pipe c into the pressure tank d, where the sealing oil 
or liquid, the course of which will be next followed, falls to the 
bottom ; the upper half or portion of the said pressure tank being 
fitted with suitable cast-iron baffle or check plates serving to 
more completely retain the said oil and ensures its deposition. 
From the pressure tank d the gas, which still retains the heat due 
to compression, passes through the pipe e into the bottom or 
lower pipe of the condenser f, wherein, by the cooling action 
of cold water running over the pipes, the heated gas is first 
cooled and then liquefied. The ammonia, in this liquid condi- 
tion, is then led by the small liquid pipes G, through the liquid 
header h, into the storage tank i, from whence it flows through 
the pipe j into the lower part of the separating tank k, which 
latter must be constantly maintained at the very least three- 
quarters full. L is a pipe of small bore, through which the 
liquid ammonia is forced, by reason of the pressure to which 
it is now subjected, to the expansion cock or valve, through 
which it is injected into the evaporating or expansion coil 
N which is situated in the room or chamber to be refrigerated or 
cooled. 

The ammonia gas resulting from the expansion and evapora- 
tion of the liquid ammonia in the evaporating or expansion 
coil N, having absorbed or taken up the heat from the atmos- 
phere surrounding them, passes away through the pipes o and 
B, back again into the compressor cylinder, and the cycle 
of operations of compressing, &c., are again performed as 
above. 

Secondly. Following the course of the oil employed for seal- 
ing, lubricating, and cooling purposes, which, as previously 
mentioned, is heated with the gas during compression, and 
is passed into the tank d, to the bottom of which it falls. 
From the bottom of the tank d, the said heated oil is con- 
ducted through a pipe a to the lowermost pipe of the oil- 
cooler ^, which is practically similar in construction, but on 
a smaller scale, to the ammonia condenser, and is likewise 
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cooled by sprayed or atomised cold water. After being suffi- 
ciently reduced in temperature in the oil-cooler b^ the oil 
flows through the pipe ^, strainer d^ and pipe e^ into the 
oil pump /, which latter is so constructed that it delivers 
the cooled oil into the compressor, distributing it to either side 
of the piston or plunger during its compression stroke, that is 
to say, in such a manner that no oil is furnished during the 
suction stroke of the said piston, but only during the time of 
compressing, thereby cooling the gas during its period of heat- 
ing. The heated oil, after leaving the compressor, then again 
returns, together with the hot compressed gas, to the pressure 
tank D, and follows the same round through the oil-cooler ^, 
strainer d and oil pump/, back to the compression cylinder. 
It will be obvious that the oil, as well as the ammonia, is used 
over and over again, no loss or waste of either taking place 
except that which may occur through leakage. 

Any small quantities of oil, however, that may be carried 
over with the current of the gas from the pressure tank d into the 
condenser f, pass along with the liquid ammonia into the sepa- 
rating tank K, where, by reason of its greater weight, the said oil 
falls to, and collects at, the bottom of the said tank. As soon 
as a sufficient quantity of oil has become thus deposited, it is 
drawn off and passed through the oil-cooler back into the oil- 
pump. The oil reservoir or tank is also connected to the oil 
pump F. 

When the apparatus is employed for the manufacture of ice, 
the evaporating coils n are placed in a tank containing brine, 
sufficient space or clearance being left between them to admit 
of the insertion of ice-cans or moulds containing the water to 
be frozen. In this instance the steam used for driving the 
motor, after doing its duty in the steam-engine cylinder r, 
is led through the exhaust pipe s into a steam filter and con- 
denser, where it is purified and condensed. The purified con- 
densation water then passes from the said condenser into a 
water regulator tank, and from the latter through a water-cooled 
coil of substantially similar construction to that of the ammonia 
condenser f and oil-cooler ^, and finally is delivered into the 
ice cans or cases, which are usually constructed of galvanised 
iron, through suitable india-rubber hose, fitted with stop-cocks 
or valves. 

When the water in the ice-cans or cases is froaien, they are 
lifted out and transported by means of the overhead travelling 
crane to the dip*tank or a sprinkteri where the blocks of ice are 

s 
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thawed or melted out, after which the empty cans are refilled 
with water through the hose, and the process of making other 
blocks of ice is commenced. 

The various parts are clearly indicated upon Fig. i6, and 
the paths taken by the ammonia, the sealing, lubricating, and 
cooling oil, and the steam are shown by the arrows. 

The advantages derived from the use of the sealing, cooling, 
and lubricating liquid in the compressor cylinder will become 
very apparent on a comparison of the diagram shown in Fig. 17, 
which was taken from a gas compressor worked without em- 
ploying the said liquid, with that shown in Fig. 18, which was 
taken from a similar compressor, but with the charge of liquid. 

The diagram shown in Fig. 17 was taken from a 




Fig. 17. 



14 in. X 28 in. single-acting gas compressor, working with 
a direct pressure of 157 lbs., and a back pressure of 20 lbs., 
and at a speed of thirty-six revolutions per minute, no sealing, 
cooling, and lubricating liquid being used, a indicates . the 
adiabatic curve, and b the isotherm ic curve. 

The adiabatic curve is, as is well known, that curve which 
would be produced were the air or gas to be instantaneously 
compressed, that is to ?a)', without transmission of heat, and 
the isothermal curve is that which would result if it were possi- 
ble to compress the same without raising its temperature at all. 
In actual working the curves obtained fall between the adia- 
batip curve and the isothermal curve. 
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It will be seen by an inspection of this diagram that the 
compression curve, which by right should approach the adia- 
batic curve a, on the contrary falls into close proximity to the 
isothermic curve b, and indicates the existence of a leakage 
past the piston of 15-2 per cent, of the gas being compressed, 
and as is shown by the curved line, which is produced by the 
re-expansion of the gas filling the clearance between the piston 
and compressor head or cover, a further loss from the latter 
source of 7*4 per cent., that is a total loss of 22*6 per cent., 
due to not employing the li(|uid. The horse-power shown on 
this indicator card is 44. 

The diagram shown in Fig. 18 was taken from a similar com- 
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Fig. 18. 



pressor running at the same speed, and working at 150 lbs. 
direct pressure, and with a back pressure of 27 lbs. The 
actual power indicated by this card is 48. The horse-power 
measured to the adiabatic curve a equals 53*6. The horse- 
power saved by employing the sealing, lubricating, and cooling 
liquid is 5*6 for each compressor, or in a machine having two 
compressors a total saving of 1 1 '2 horse-power. The efficiency 
of the compressor is 98*6 per cent, of its theoretical value, a 
result attained by the use of the liquid. The efficiency of the 
compressor, as indicated by the card shown in Fig. 1 7, is only 
77 per cent, of that indicated by the card shown in Fig. 18, the 
loss being the result of the non-use of the said liquid. 

Fig. 19 shows a diagram taken from a 12 in. X 24 in. double- 
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acting gas compressor, running at a speed of tliirty-four revolu- 
tions per minute, and fitted with Louis Block's patent im- 
provements, which latter have been already described on 
page 47. 

The steam cylinder actuating the above-mentioned 
14 in. X 28 in. gas compressor, whilst the diagrams shown in 
Figs, 17 and 18 were being taken, was 18 in. x 42 in., and 
vas working under a steam pressure of 68 lbs. per square 
inch, the speed being, of course, the same as that of the gas 
•compressors, viz., 36 revolutions per minute. 

Indicator diagrams taken from the said steam cylinder 
showed on the card an initial pressure of 65 lbs., and the 




Fig. 19. 

mean efiective pressure of the diagrams equalled 32*4 lbs. The 
horse-power developed was 6^, and the expansion line 
approached so close to the theoretical curve, as to show that 
the cut-off valve worked well, thus effecting a great economy 
in steam consumption. 

Machines on the compression system have been devised by 
a number of others, certain specific improvements, in most 
instances patented, being claimed to give to each of them some 
particular advantage. Amongst those having some special or 
distinctive features, mention may be made of those of Frick, 
Linde, Fixary, Neubecker, the Pulsometer Company, Kilbourn, 
Lightfoot, Pictet, Puplett and Rigg, and Haslam. 

The characteristic feature in the Frick machine is the means 
adopted for permitting the compressor to be safely worked 
without clearance, and thereby ensuring the complete, or 
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practically complete, discharge of the gas therefrom. Two 

r 




forms of compressors, constructed on this principle, are illus- 
trated in Figs. 20 and 21. 
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Referring to the drawings, a is the compressor pump piston, 
in which is placed the suction valve b, which is of ample area, ' 
and is balanced by a spring ; the said piston working metal to 
metal against the top cylinder head -without clearance, c is the 
inlet for the ammonia gas, and d is the outlet valve through 
which the compressed gas is discharged from the pump barrel 
or cylinder through the aperture in the apex of the dome E. 
F is a jacket surrounding the pump cylinder, and into the 
clearance or space thus provided, a constant stream* of cold 
water is kept circulating, so ^s *to take up as much of the 
specific heat of compression, and of the latent heat, through 
the wall of the cylinder as possible, and thus obviate super- 




Fig. 21. 



heating thereof. G is a relief valve situated in the cylinder 
head, and normally retained upon its seating by a powerful 
spring, G*. The ordinary discharge or outlet valve d, which is 
situated centrally in the large relief valve g, is also governed 
by a spring h. i is the piston rod stuffing box. k is an oil 
reservoir and hand pump for lubricating the piston rod, and 
through the small plug and valve l the pump cylinder when 
required, which is usually only when starting a new machine, 
or one that has been standing for a considerable time ; the latter 
also serves for the attachment of an indicator, to enable 
indicator diagrams to be taken from the pump. 

It will be seen that the compressors in question are of the 
single-acting type, the pistons are long, and are each provided 
with five carefully fitted rings, and the arrangement of the 
stuffing boxes and glands (shown in section in Fig. 20) is 
such as to render the escape of gas round the piston rods 
practically impossible under proper working conditions. 
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The two compressors shown in Figs. 20 and 21 are constructed 
upon a substantially similar principle ; that shown in Fig. 21, 
however, has certain improvements in detail, chiefly relating 
to the patent safety, head, and discharge valve. In both 
arrangements the discharge valve, relief valve, together with 
the guides, speeder, and false seat, are entirely self-contained 
and independent of the pump cylinder, rendering it possible to 
expeditiously replace the whole mechanism by a new one, or 
to speedily execute any necessary repairs. In the latter 
arrangement, however (Fig. 21), the valve mechanism can be 
more easily got at, it being only necessary for that purpose to 
remove the light pump head. For convenience of illustration 
the cylinders are shown in the drawing in horizontal positions, 
but in actual practice the Frick compressors are usually placed 
vertically. 

The operation is as follows : — ^The suction valve b being, as 
before mentioned, of very ample area and balanced by a spring, 
affords no resistance to the passage of the gas upon the return 
or backward stroke of the piston, but allows of its flowing freely 
and rapidly into the pump cylinder, through the gas inlet c, 
under the action of the back pressure, to the vacant space above 
the piston. The rapid closing of the suction valve b at the 
instant of the piston beginning its forward or up-stroke is en- 
sured by a cushion spring, and the gas is gradually compressed 
until it equals the condensing pressure acting upon the discharge 
valve in the relief valve located in the cylinder head, which 
then opens to admit of its escape to the condenser. There 
being no clearance between the piston a, when at the termina- 
tion of the up or forward stroke, and the cylinder head, no 
gas remains in the cylinder to re-expand on the return or 
backward stroke of the said piston, and destroy the vacuum. 

It will be seen that it is rendered possible to do this with 
perfect safety, as in the event of any foreign body or obstruc- 
tion getting accidentally between the piston a and the cylinder 
head, the valve or movable portion g of the latter, which is of 
the full dimensions of the pump bore, will give way and allow 
the compressed gas to pass into the dome e, and thence to the 
condenser, the said movable portion or relief valve g being 
returned to its seat, under the action of the spring g*, and 
the back pressure. Under normal conditions, however, the 
relief valve G does not work, the discharge, as already men- 
tioned, being effected through the smaller discharge or outlet 
valve D, which is usually of steel, and is fitted upon a seat in 
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the centre of the movable portion of the head or reh'ef 
valve G. 

Were no provision, such as the above-described relief valve 
or safety head g, provided, and any obstruction to become 
accidentally interposed between the piston and the cylinder 
end, not only would the latter be knocked out, and serious 
damage to the mechanism ensue, but the full charge of ammonia 
gas, which in a large machine is worth a considerable sum, 
would be lost. 

The ammonia compression machines designed by Carl Linde, 
and first patented by him in the year 1870, have been in exten- 
sive use for some years, more especially in Germany, and are 
said to give very favourable results ; they are made in several 
different patterns. 

In the land type of Linde machine, double ammonia com- 
pressors, arranged in line horizontally and driven from a crank 
upon a crank shaft placed centrally between the two compres- 
sors, and at right angles thereto, are employed. The necessary 
motion is imparted to the said crank shaft by means of a tandem 
compound jet-condensing engine. 

In the marine type a single compound ammonia compressor 
is employed, which is also driven by means of a tandem com- 
pound engine. The ammonia condenser is situated below the 
compressor, and is fitted with sets of endless coils or worms. 
By the use of a compound compressor, that is to say, one 
wherein the compression of the ammonia gas is effected in two 
stages, the loss from re-expansion of gas left in the clearances 
is completely got rid of, as such loss is experienced in the low 
pressure compressor cylinder only, none taking place in the 
high pressure compressor cylinder. 

The method employed by Linde to prevent leakage of gas 
past the piston rod stuffing box and gland, is to provide a 
chamber or recess in the said stuffing box, glycerine or some 
other suitable lubricant being constantly forced into this cham- 
ber or recess at a somewhat higher pressure than that existing 
in the compressor cylinder, the result of which is that the ten- 
dency is rather for the lubricant to leak or escape inwardly, 
than for the ammonia to leak outwardly. A suitable separator 
is provided for the elimination of any lubricant that finds its 
way into the pump or compressor cylinder, and passes out with 
the ammonia. 

Another important feature in the Linde machine, is the 
method of cooling the. vapour in the compression cylinder, by 
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the introduction into the latter of a small portion of liquid am- 
monia with the said gas or vapour, at the commencement of 
«ach stroke, whereby it is reduced to a refrigerating temperature. 
According to Mr. Lightfoot, the following are the results that 
were obtained from tests made, in an exhaustive and impartial 
manner, by a committee of Bavarian engineers, with an ammonia 
compression machine constructed on the Linde system, and 
erected in a brewery in Germany : — * 

Nominal capacity of machine, ice per 24 hours . .24 tons 

Actual production of ice, per 24 hours . . . 39-2 tons 

„ „ „ per hour .... 3,659 lbs. 

Heat abstracted in ice-maldng, per hour . . . 731,800 units.f 

Indicated horse-power in steam cylinder, excluding 
that required for circulating the cooling water, and 

for working cranes. Sec. ...... 53 I.H.P. 

Indicated horse-power in ammonia pump . . . 38 I.H.P. 

Thermal equivalent of work in ammonia pump, 

per hour 97>46o units f 

Ratio of work in pump to work in ice-making . . i to 7*5 

Total feed- water used in boiler, per 24 hoiu-s . . 26,754 lbs. 

Ratio of coal consumed to ice made, taking an evapora- 
tion of 8 lbs. of water per lb. of coal . . . I to 26-3 

The pumps were driven by a Sulzer engine, developing one 
indicated horse-power with 21*8 lbs. of steam per hour, includ- 
ing the amount condensed in the steam pipes. 

The Fixary compressor is shown in vertical central section, 
some of the parts being left in elevation, in Fig. 22. It consists 
of two vertical, single-acting cylinders a, b, having an equalising 
chamber c, situated between them, at the upper extremity of 
which is provided a small valve governing an aperture leading 
to the suction side of the compressor. In the upper extremity 
of each of the cylinders a, b, are provided two valves, that on 
the right-hand side opening inwardly and being the suction or 
inlet valve, and that on the left-hand side opening outwardly 
and being the outlet or delivery valve. The space below the 
l)istons is filled with oil which lubricates the said pistons, whilst 
at the same time preventing the gas from escaping past them to 
any great extent. Any gas that does find its way beneath the 
pistons passes into the equalising chamber c, where any accu- 
mulation of it is drawn off by the compressor, through the small 
valve in the upper extremity thereof, and one or other of the 

♦ "Proceedings, Institution of Mechanical Engineers," 1886, page 218. 
t A thermal unit is the amount of heat necessary to raise the temperature 
of I lb. of water 1° by the Fahr. scale when at 32". Mech. eq. 77gft. pounds. 
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suction or inlet valves, and again returns to the system through 
the outlet or delivery valves. The oil that may be carried 
through the valve in the equalising chamber, serves the purpose 
of sealing the valves and filling up the clearance spaces. 

The characteristic feature of the Neubecker system is the 
special device for preventing leakage taking place round the 
piston rod. To effect this, the stuffing or gland box, through 
which the piston-rod passes, is so enlarged as to form an annu- 
lar recess or chamber surrounding the rod, which chamber is 
partly filled with oil, and maintained at a corresponding pressure 
to that prevailing in- the surrounding atmosphere, by means of 
a compensating chamber, which latter is connected at its upper 
extremity to a small auxiliary pump through a pipe, the inlet 
to which is governed by a valve connected to, and controlled 
by, a metallic diaphragm, the upper side of which diaphragm is 
exposed to the pressure of the atmosphere. 

The operation of this compensating chamber is as follows : — 
The gas which may escape into the stuffing-box chamber, 
passes into the said compensating chamber, and as soon as 
sufficient has thus accumulated to raise the pressure therein 
above that of the atmosphere, it acts upon the flexible 
diaphragm to expand it outwardly, and thereby open the valve 
communicating with the above-mentioned auxiliary pump, by 
which the said gas is drawn off or removed and delivered into 
the refrigerator. The pressure in the separating chamber then 
again falls below that of the atmosphere, and the diaphragm 
being forced inwardly by the atmospheric pressure, the outlet 
valve closes. The lower portion of the compensating chamber 
forms a well, wherein any oil that leaks past the piston-rod 
gland of the compressor, as also that coming from the separator, 
accumulates, and is heated by a steam coil or worm, so as to 
drive off any gas that has been absorbed by the said oil, after 
which the latter is drawn off from the bottom of the said com- 
pensating chamber to be cooled and filtered for further use. 

In Figs. 23, 24, and 25 are illustrated various patterns of 
compressors constructed by the Pulsometer Engineering Com- 
pany, Limited, on their improved system. Fig. 23 shows a 
small complete ice-making plant on the ammonia compression 
system, intended to turn out i ton of clear block ice per 
twenty-four hours; installations on the same principle are, 
however, made by the company with a capacity for an output 
up to 25 tons of ice or more per day of twenty - four 
hours. 
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In ibe case of a small machine, such as that under considera- 
tion, either a vertical high-pressure engine, as shown in the 
drawing, or an horizontal one, or any other suitable motor is 
employed ; for larger sizes, however, such as that shown in 
Fig. 24, compound condensing engines of the horizontal type, 
and of extra size to provide an ample margin of power in hot 
weather, and to give the best results as to saving of steam 




Fig. 22. 



consumption from an early cut off, are used; when, however, the 
highest economy is desirable, triple or quadruple expansion 
engines are preferred. 

Fig. 25 illustrates one of a pair of pumps employed in a 
brewery and having a cooling capacity of one hundred barrels 
per hour. 

As will be seen from the drawing, the ammonia pump is of 
the double-acting type, and is arranged horizontally. It is 
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intended to be driven from any convenient source of power 
already extant in the brewery. To obviate leakage, and 




Fig. 23. 

loss of ammonia gas, the stuffing box is fitted with a special 
oil-lubricating arrangement, by means of which a gas-tight joint 
is secured without any necessity for screwing up the gland so 



THE COMPRESSION PROCESS. 6 1 

as to grip too tightly. The valves work without any spniigs 







or buffers, and in the larger sizes are so arranged that they can 
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be adjusted from the exterior; they are also of ample area, 
thereby reducing the pressure on the pump, and preventing 
the latter and the engine from being overworked. 







The condenser is fitted with sets or series of lap-welded 
tubes, which are subjected to high tests both by hydraulic and 
air pressure, and are secured in a patented arrangement of 
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return heads or ends of forged steel. The inlet and outlet 
valves are also of forged steel. 

The refrigerator consists of a welded steel shell, having ham- 
mered steel tube plates into which are fitted lap-welded tubes 
(subjected to a similar test to those of the condenser) in such a 
manner that they can be readily withdrawn from the shell for 
inspection or renewal, and the whole is fitted in a tank with 
suitable brine-pump connections. The inlet and outlet tubes 
are likewise of forged steel. This arrangement is also patented. 

The makers prefer the use of sets or series of tubes in their 
condensers, and refrigerators, to that of coils or worms, for the 
following reasons. That coils or worms are usually made in 
long lengths with a number of welds, consequently should such 
a tube at any time exhibit signs of weakness it would entail a 
heavy expense to renew it, both on account of the weight of 
metal and the difficulty of replacement. In a refrigerator, in 
addition to the above, the use of a coil gives rise to a tendency 
to prime, and thus cause damage to the pump, and there is, 
moreover, considerable trouble in bringing the brine into such 
intimate contact with the outer surfaces of the tubes as is 
advisable. 

When desired, an arrangement can be fitted to this ammonia 
compression machine, by means of which the ammonia can be 
pumped from the refrigerator into the condenser or vice versd^ 
or, if desired, out of the machine altogether. 

An advantage of no small importance possessed by this 
apparatus is that of the utmost simplicity of construction, thus 
considerably facilitating the management. The workmanship 
and design, moreover, are calculated to ensure the attainment of 
the greatest strength and of the maximum durability possible. 

Fig. 26 is a perspective view illustrating a small single-acting 
vertical ammonia compression machine constructed on the Kil- 
bourn system ; Fig. 27 is a similar view showing a pair of large 
double-acting horizontal machines ; and Fig. 28 is a perspective 
view showing another pattern of horizontal machine. 

In the installation shown in Fig. 26 the machine is driven by 
a gas-engine of 4 horse-power nominal, and it is designed for 
cold storage on the direct expansion system. The floor space 
occupied is small, being only for the entire plant 1 2 ft. by 4 ft. 
6 in., and the machine is capable of maintaining a storage 
capacity of from 8,000 to 10,000 cubic ft. at a suitable tem- 
perature for frozen mutton, or, with the necessary' appliances^ 
of making from 2\ tons to ^ tons of ice per twenty -four hours. 
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The condenser and refiigerator are composed of lap- welded 
iron coils fitted in steel or wrought-iron shells. 

The double-acting horizontal ammonia compression machines, 
shown in Fig. 27, are each driven by a vertical engine, which 
is fixed upon the same base or bed-p]ate in such a manner as 
to render the complete machine very compact in design, one 
of sufficient power to keep a storage capacity of 22,000 to 
26,000 cubic ft. at a suitable temperature for chilled beef, 
40,000 to 44,coo ft. for frozen mutton, or of making about 
6 tons of ice per day of twenty-four hours, requiring only a 
floor space of 10 ft. by 10 ft., including that required for both 
the refrigerator and condenser. 

The compression cylinders are inclosed in water-jackets, and 
are fitted with Webb's patent arrangement of suction valves. 
The stuffing-boxes ancr glands arc of the Kilbourn double 
pattern, that is, each box is ^rmed with a chamber placed 
centrally therein, and into whicii oil is injected constantly for 
sealing purposes by a small force-pump fixed on the side of 
the bed-plate, and worked, as shown in the drawing, from a 
lever connected to the compression pump crosshead. The 
steam-cylinder piston-rods are coupled by means of forked 
connecting-rods to the same crank-pins as those of the com- 
pression pumps. These machines are suitable for either land or 
marine installations, and are similar to those fitted on board the 
Cunard steamships Campania and Lticania, a description and 
illustration of which will be found on pages 182-185. 

An improved form of gas-tight joints and stop-cock or valve, 
which will be found described and illustrated on page 154, have 
been also devised, and were patented in 1882 by the same 
inventor. 

The arrangement of the machine illustrated in Fig. 28 is very 
compact, having been just recently designed with that end 
more especially in view, and for which purpose the ammonia 
condenser is placed underneath the compressor. 

The main features of novelty claimed in the ammonia com- 
pression apparatus, invented by Thomas Bell Lightfoot, for 
which he obtained a patent in 1885, are as follows: — First, a 
combined refrigerating and ice tank, in which moulds are 
arranged between coils or i)ipes through which a vaporised 
freezing medium is caused to circulate, the said moulds and 
pipes being surrounded by brine of uncongealable fluid, not 
mechanically circulated. Second, a condenser, comprising 
coils or zigzag pipes, ai ranged within a zigzag passage or pas- 
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sages fornied in a tank or vessel, the arrangement being such 
that the vapour or gas to be condensed travels in a zigzag 
course in one direction, whilst the cooling fluid travels in the 
contrary direction, also in a zigzag course, and in contact with 
the outer surfaces of the pipes in which the vapour or gas is 
travelling in an opposite direction. Third, a refrigerator com- 
prising coils or zigzag pipes arranged within a zigzag passage or 
passages formed in a tank 
or vessel, the arrangement 
being such that the refri- 
gerating medium enters 
the coils or zigzag pipes 
at the bottom, the vapour 
being drawn off by the 
pump at the top, while 
the water fluid to be 
cooled enters at the top 
of the tank, and after 
travelling alcng the whole 
length of each coil or 
zigzag is drawn off at the 
bottom. Fourth, a pump 
for compressing condens- 
able gas or vapour in 
which compression is 
effected at one side only 

of the piston, the other siJe being exposed merely to the 
pressure of the vapour as drawn in from the refrigerator, the 
suction valve being placed concentrically within the piston, 
and the delivery valve within the cylinder cover. 

The main distinctive feature of the Pictet machine is the 
means adopted for preventing superheating of the ammonia 
gas during compression in the cylinder of the pump and the 
loss that would ensue therefrom, which, were there no means 
employed for its reduction, might amount to as much as 30 per 
cent, in a double-action compressor. In some arrangements 
provision is made for effecting this by injecting a small quantity 
of liquid into the compressor, which liquid in evaporating 
maintains the gas or vapour in a condition of saturation, thereby 
admitting of the compression being effected under such condi- 
tions as to approximate more closely to the isothermal function ; 
in others, again, the compressor cylinder is water-jacketed for 
a like purpose. In the Pictet machine, however, in addition 
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to a water-jacket round the compressor cylinder or barrel, the 
piston and piston-rod of the compressor are likewise formed 
hollow, and through this space a constant stream of water is 
kept circulating for cooling purposes. 

The results obtained by this arrangement are much lessened 
by the great thickness of metal ihat is required in the parts. 
The loss in a well-jacketed and water-cooled compressor, 
according to the experiments* of Professor Denton, amounting 
to 2 1 -'4 per' cent., and where less efficiently jacketed the loss 
will be from 21*3 to about 25 percent. 

In the specification of a patent granted to Raoul Pictet in 
1887 1^6 describes an improved vessel or compartment for use 
in a refrigerating apparatus, wherein the volatile liquid employed 
is subjected to evaporation so as to produce cold, which refri- 
gerates brine or other non-congealable liquid surrounding the 
evaporating compartment. The said improved cooler or refri- 
gerator is claimed to be suitable for use with either a com- 
pression or an absorption machine, and consists of two tubes 
arranged horizontally and connected at their extremities by 
bent tubes, and at their lower sides by pendent U-shaped 
tubes, which latter are preferably secured by means of solder 
joints to sockets brazed on the tubes, and are further connected 
with each other by conducting bands. 

In the latter part of 1887 a patent was obtained by Samuel 
Puplett and Jonathan Lucas Rigg for improvements in refri- 
gerating machines, and several further improvements have since 
been added by Puplett. 

The main features of the 1887 patent, which are equally 
applicable to any ice-making and cooling apparatus wherein 
any one of the condensable gases is used as a frigorlfic agent, 
are as follows : — 

The provision ot chambers or reservoirs either situated 
directly at the bottom of, and communicating with the inlet 
valve chests, or in any other suitable position, and connected 
thereto by means of pipes. These chambers or reservoirs 
serve to receive the oil which finds its way into the cylinder 
of the compressor pump, principally round the piston-rod, and 
which would otherwise accumulate beneath the valves. To 
the undersides of the said chambers or reservoirs are fitted 
draw-off cocks, by means of which the oil may from time to 
time be withdrawn whilst the machine is in motion, and with- 

* ** Transactions, Ameiican Society of Mechanical Engineers," vol. xii. 
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out any appreciable loss of gas or admission of air taking 
place. 

A separator, for retaining any oil that may pass over with the 
gas, consisting of a cylindrical vessel having a water-jacket 
through which a circulation of cooling waler is maintained, and 
provided centrally with two or more sheets or screens of wire 
gauze or perforated sheet metal, by which the said cylindrical 
vessel or chamber is divided vertically into two compartments. 
The gas from the compression pump is discharged into this 
vessel or chamber against the sheets or screens, and is forced 
through the interstices or meshes, the surface contact separating 
the oil, held in mechanical suspension, from the gas. The 
separator being maintained at a lower temperature than the gas 
by means of the above-mentioned water-jacket, a rapid con- 
densation of any oil passing over with the gas takes place, and 
this oil is first deposited on the sheets or screens, from which 
it falls to the bottom of the separator, from whence it can be 
drawn off through a discharge-cock fixed therein, without stop- 
ping the machine, and without any material loss of gas or 
admission of air occurring. 

To catch any oil that may pass down the return liquid pipe 
an interceptor is attached to the latter in any convenient posi- 
tion, but preferably as near as possible to the refrigerator. This 
interceptor is formed of a cylindrical vessel having a diaphragm 
extending from the cover to within a short distance of the 
bottom, and another diaphragm extending from the bottom 
thereof to within a short distance of the cover, thus forming 
three compartments. The return-liquid pipe passes through 
the cover nearly, but not quite, to the bottom of the interceptor 
on one side of the first diaphragm — that is in the outer com- 
partment — and is continued from near the bottom of the inter- 
ceptor to beyond the second diaphragm, that is to say, out of 
the third compartment. Any oil that passes down the return- 
liquid pipe collects in the Uist compartment of the interceptor, 
from whence it can be withdrawn through a cock fixed in the 
said first compartment without stopping the machine, or caus- 
ing an appreciable loss of gas or the admission of air to any 
injurious extent. This interceptor is preferably jacketed, and 
is surrounded with, and maintained at a suitable temperature 
by means of cold brine, in order to aid in separating the oil 
from the liquefied gas. 

Complete liquefaction of the gas is ensured by carrying the 
return-liquid pipe between the condenser and refrigerator 
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through Ihe refrigerating or ice-making tank or box, instead of 
outside the latter, as is usually done, thus utilising the low tem- 
perature of the brine to complete the condensation of the gas. 

The stop-cocks or valves for regulating, or completely cut- 
ting off or arresting, the flow of the gas or liquids to the various 
parts of the apparatus have metal seats. To prevent leakage 
of the gas or liquid, the stuffing-boxes of these valves are pro- 
vided with screwed glands, which are likewise screwed on to 
the valve spindles, which latter are screw threaded for their 
entire length, and are packed with some suitable yielding 
fibrous or metallic packing, such, for instance, as hemp or lead. 
This packing is caused to enter into the screw-threads upon the 
spindles as the glands are forced or screwed down, thus making 
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gas-tight joints round the latter, without causing the valves to 
set fast. 

The very considerable improvements which have, as already 
mentioned, been since added by Puplett, are illustrated in 
Figs. 29, 30, and 31, which show three of his latest pattern 
machines, viz., a marine type of horizontal compressor with 
vertical engine, an arrangement especially designed for use in 
breweries for cooling worts and yeast rooms, and lastly a hori- 
zontal machine intended more particularly for marine work. 

Machines of the pattern shown in Fig. 29 are made in sizes 
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varying from the smallest with an equivalent of ice made 
per day of 5 cwt., capable of maintaining a properly insu- 
lated room of 1,000 cubic ft. at 20° to 25° Fahr., consum- 
ing one nominal horse-power, and occupying a floor space of 
5 ft. by 6 ft., up to the largest, which has an equivalent of ice 




Fig. 30. 

made per day of 480 cwt, is capable of maintaining a pro- 
perly insulated room of 160,000 cubic ft. at the said tempera- 
ture, requires a driving-power of 40 nominal horse-power, and 
occupies a floor space of 20 ft. by 20 ft. The cooling capacity 
of the machine shown in Fig. 30 varies from 20 barrels of worts 
per day to 200 barrels per day, and the horse-power required 
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from 3 up to 12, in accordance with the size of the machine. 
The apparatus can be connected to existing hot and cold 
liquor backs and collecting tanks. 

Sir Alfred Seale Haslam took out a patent in 1894 for an 
improved compressor especially intended for use with refrigerat- 
ing machines, and particularly applicable to compound com- 
pressors wherein the gas is compressed in stages. The objects 
of the invention are to prevent the gas from escaping or coming 
in contact with the air, and to avoid dead spaces in the appa- 
ratus. The chief novel features are claimed to be as follows : — 
First, a pump cylinder having a chamber at one or both ends 
through which the piston-rod passes, and which is kept supplied 




Fig. 31* 



with lubricating and scaling liquid from a reservoir through 
which the gas to be compressed also passes. Second, two 
single and double-acting pumps arranged tandem to each 
other, and with the compression ends of their cylinders next 
each other, and having between them a chamber supplied Aviih 
lubricating and sealing liquid, through which their common 
piston-rod passes. Fig. 31^? shows the improved machine in 
plan and side elevation, and Fig. 31^ is a vertical central sec- 
tion through one of the ammonia compressors, drawn to an 
enlarged scale, illustrating the self-sealing oil chamber. 

The operation of Haslam's improved compressor is as 
follows : — After adjusting the glands of the receiving and sepa- 
rating vessel, the latter, and the central chamber, is charged with 
lubricating and sealing fluid to a suitable height. The gas is 
then drawn through the supply pipe, accompanied by the 
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requisite amount of the lubricating and sealing fluid, which 
latter is admitted to the low-pressure cylinder by a cock or 




in 



valve, through the suction-valve, and compression to the desired 
extent is then carried out. 
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Another patent was 
taken out in the begin- 
ningof this year (1895) 
by Sir A. S. Haslam 
for an improved appa- 
ratus for cooling air to 
be circulated through 
rooms or stores. The 
main feature of this in- 
vention consists in the 
provision of an air- 
cooler or chamber, 
wherein the air or other 
gas to betodled is car- 
ried between a number 
of fixed vertical metal 
plates,dovvn which cold 
brine or other uncon- 
gealable liquid is con- 
stantly caused to flow. 
These plates or dia- 
phragms are, as shown 
in the plan. Fig. 31^, 
which illustrates an ar- 
rangement for use in 
connection with a 
meat chamber, prefer- 
ably of a corrugated 
form, and their lower 
extremities are placed 
either in or above a 
receiver for the liquid 
which trickles down 
their surfaces. To 
maintain the plates or 
diaphragms at suitable 
distances apart, and 
parallel one with the 
other, distance-pieces 
or blocks are placed 
between them at the 
top and bottom, which 
distance - pieces have 
lugs or recesses on 
their sides to provide 
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passages for the liquid. The tops of the upper distance- 
pieces form the bottom of a tank supplied with the cold liquid, 
and from which it flows down the plates in thin streams ; 
and they have, moreover, vertical projections at each end, 
which together form the ends of the tank. Above this tank 
are situated suitable numbers of troughs or pipes, and a shower 
of brine at a low temperature, drawn or lifted from the re- 
ceiver below, in which it is cooled by a pump or otherwise, 
is distributed over the bottom of the upper tank, from 
whence it trickles down the surfaces of the corrugated or 
other plates, or diaphragms. Through the spaces or clear- 
ances provided between these plates a current of air is driven 
by means of a fan or blower, the blast being divided by 
the said corrugated plates into a number of thin sinuous 
currents, and being reduced to a very low temperature by 
impinging against their surfaces and the cold fluid trickling 
down their sides. It has been found in practice to be prefer- 
able to place the above-described plates or diaphragms as close 
together as can possibly be done without injuriously checking 
the flow of air. 

Flat plates, or plates with horizontal corrugations, are not 
found to be so advantageous, because the air can pass between 
them in a straight line, instead of being compelled to wind back- 
wards and forwards between the corrugations and impinge 
again and again against the cold liquid and the surfaces of the 
plates ; in the case of flat plates, moreover, they have to be 
much thicker in order to insure the requisite stiffness. 

Both the compound-ammonia compression apparatus shown 
in Figs. 31J and 31^, and the cooling battery illustrated in 
Fig. 31^, are said to have given very favourable results under 
most exhaustive tests. 

A view (Fig. 31//) is given in the frontispiece illustrating in 
sectional elevation a small ammonia machine with the patent 
brine-cooling battery, for refrigerating air in large quantities, to 
be blown or forced into the room or chamber, which latter is 
also shown in vertical section on the left-hand side of the 
drawing. 

The Boyle compressor is of the vertical single-acting type, 
compressing on the up stroke only, and the extreme lower part 
of the cylinder forms an oil-chamber to seal the stuffing-box. 
The gas is admitted freely below the piston for cooling 
purposes. 

The St. Clair compressor is of a compound form, being a 
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combination of two or more single-acting compressors in such 
a manner that the gas is partly compressed at a lower pressure 




in one compressor, and then passed to another, wherein the 
higher compression is applied. 



CHAPTER VI. 
Management of Ammonia Compression Machines. 

EvERV particular type of machine working On this principle 
has, as a rule, certain distinctive or characteristic features, and 
will, of course, so far at least as these are concerned, require 
special care and adjustment, and it would consequently be 
totally impossible to lay down an arbitrary set of rules for 
working, that would be suitable to all ; nor is this necessary or 
required, as full particulars relating to the manipulation of each 
particular machine are invariably supplied by the makers. The 
following points, however, are more or less applicable to all 
machines working on the ammonia compression principle, and 
should therefore be familiar to those in charge of same. 

Before charging an empty machine with anhydrous ammonia, 
all air must first be carefully expelled. This is effected by work- 
ing the pumps so as to discharge the air through special 
valves which are usually provided on the pump dome for that 
purpose. 

The entire system should have been previously to this 
thoroughly tested by working the compressor, and permitting air 
to enter at the suction through the special valves provided for 
that purpose, and it should be perfectly tight at 300 lbs. air 
pressure on the square inch, and should be able to hold that 
pressure without loss. Whilst testing the system under air pres- 
sure it should be also carefully blown through and thoroughly 
cleansed from all dirt, every trace of moisture being also 
removed. 

It is totally impossible to eject all air from the plant by 
means of the compressor, therefore it is advisable to insert the 
requisite charge of ammonia gradually and not all at once, the 
best practice being to put in from 60 to 70 per cent, of the 
full charge at first, and cautiously permit the air still remaining 
to escape through the purging-cocks with as little loss of gas 
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as possible, subsequently inserting an additional quantity of 
ammonia once or twice a day, until all the air has been got rid of 
by displacement, and the complete charge has been introduced. 

To charge the machine, the dryer or dehydrator of the appa- 
ratus for manufacturing or generating anhydrous ammonia, or 
where no such apparatus is included in the installation, the 
drum or iron or steel flask of anhydrous ammonia should be 
connected, through a suitable pipe, to the charging valve ; the 
expansion valve must be then closed, and the valve communi- 
cating with the dryer or dehydrator, or that in the flask or 
bottle opened. The machine should be run at a slow speed 
when sucking ammonia from the drier, or whilst the flask is being 
emptied, with the discharge and suction valves full open. In 
the latter case, when one of the said flasks or bottles has been 
completely emptied it must be removed, the charging- valve 
having been first closed, and another placed in position, until 
the machine is sufficiently charged to work, when the charging- 
valve should be finally closed, and the main expansion valve 
opened and regulated. A glass gauge upon the liquid receiver 
will show when the latter is partially filled, and the pressure 
gauges, and the gradual cooling of the brine in the refrigerator 
(in the case of a brine circulation or ice-making apparatus), 
and the expansion pipe leading to the refrigerator coils becom- 
ing covered with frost, indicate when a sufficient amount to 
start working has been inserted. 

It is sometimes advisable to slightly warm the vessels or 
bottles containing the anhydrous ammonia by means of a gas 
jet, or in some other convenient manner, whilst transferring 
their contents to the machine, as otherwise if frost forms on the 
exterior of the said bottles they will not be completely dis- 
charged, and loss of ammonia will ensue. 

The flasks, bottles, or other receptacles containing the 
anhydrous ammonia should be always kept in a tolerably cool 
and a perfectly safe situation, and they should moreover be 
moved and handled with the utmost caution and care. 

In the event of an accident occurring, and any consider- 
able quantity of the ammonia becoming spilt, it is well to 
remember that it is so extremely soluble in water that one part 
of the latter at a temperature of 60° Fahr. will absorb some 
800 parts of the ammonia gas, therefore water should be 
employed to kill or neutralise it, and any person attempting to 
penetrate an atmosphere saturated with this gas should not 
fail to place a cloth well saturated with water over his nose 
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Qnd mouth. See table on page 258 for solubility of ammonia 
in water. 

The machine having been started, and the regulating valve 
opened, it is essential to note carefully the temperature of the 
delivery pipe on the compressor, and if it shows a tendency 
to heat then the said regulating valve must be opened wider; 
whilst, on the contrary, should it become cold, the said valve 
must be slightly closed, the regulation or adjustment thereof 
being continued until the normal temperature of the said pipe 
is the same as that of the cooling water leaving the condenser. 
When the charge of ammonia in the machine is insufficient, the 
said delivery pipe will become heated, and that even when the 
regulating valve is wide open. 

There are many additional signs of the healthy working of 
the apparatus other than the fact that it is satisfactorily per- 
forming its proper refrigerating duty, which soon become easily 
recognisable to those in charge ; for example, every stroke of 
the piston will be clearly marked by a corresponding vibration 
of the pointers or indexes of the pressure and vacuum gauges. 
The frost visible on the exterior of the ammonia pipes leading 
to and from the refrigerator will be about the same. The 
Iquid ammonia can be distinctly heard passing in a con- 
tinuous and uninterrupted stream through the regulating valve. 
The temperature of the condenser will be about 15^ higher 
than that of the cooling water running from the overflow. And 
finally, the temperature of . the refrigerator will be about 15° 
lower than the actual temperature of the brine or water being 
cooled. 

Air will find its way into the system through leaky stuffing- 
boxes, improper regulation of the expansion valve, &c. Its 
presence in any considerable volume is shown by a kind ol 
whistling noise, the liquid ammonia passing through the expan- 
sion valve in an intermittent manner, a rise of pressure in the 
condenser, and also loss of efficiency thereof, and other obvious 
signs. In this case the said air must be got rid of through the 
purging-cocks in a similar manner to that which remains in 
the system when first charging the machine. 

The presence of any considerable amount of oil or water in 
the system, which may result from careless distillation, will 
cause a reduction in efficiency, and will be evidenced by shocks 
within the compressor cylinder. 

The temperature can be regulated either by running the 
machine at a higher speed or by increasing the back pressure, 
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or by a combination of both. The back pressure can be regu- 
lated by means of an expansion valve or valves fitted between 
the receiver and the refrigerator evaporating coils or pipes in 
the main liquid pipe. Fig. 32 is a view partly in vertical 
central section showing a very common form of expansion 




valve of the taper spindle type, which is adapted for use with a 
manifold. The construction of this valve will be obvious from 
the drawing. 

Fig. 33 is a plan, Fig. 34 is a vertical central section, and 
F'g- 35 ^s a view of the plug partly in vertical section through 
the port or way, showing the De La Vergne improved expansion 
cock, for regulating the flow of the liquid ammonia into the 
expansion coils. 

The port or passage through the plug (Figs. 34 and 35) is so 
formed as to admit of the nicest regulation being eliected. 
With this object the round hole is not carried completely 
through the plug, but only through about three-quarters the 
thickness thereof, as shown in Fig. 35, and the remaining thin 
bridge of metal is perforated in the shape of a very narrow 
wedge as shown in Fig. 34. 

The plug is rotated by means of a worm and worm wheel in 
the manner which can be clearly seen from the drawing, and 
whereby very fine or delicate adjustment can be readily im- 
parted thereto. The narrow w^dge-shaped passage or aperture 
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allows of the flow of the liquid ammonia being regulated to 
the minutest possible amount/ the point or apex thereof being 
the first to open. 

A brief account of Puplett*s regulating or expansion cock 
or valve has been already given on page 70 when dealing with 
Puplett and Rigg*s. 1887 patent, and a description of the 
Pontifex valve will be found on page 107, being one of the 
improvements included in his 1887 patent. 

It is absolutely necessary that an ample supply of oil for 




lubricating purposes be forced into the stuffing-box of the 
compressor at frequent intervals, otherwise it will be found 
that the heated ammoniacal gas at high pressure will very 
rapidly cut through even the very best packing. Pure mineral oil 
of good body is found to be the best lubricant ; animal and vege- 
table oils should not be used, as, on contact with ammonia, they 
will saponify, and much trouble and loss will ensue therefrom. 

Another matter requiring special attention is the proper 
lift of the suction and discharge valves, and these should in- 
variably be provided with proper means for admitting of the 
said lift being readily adjusted. The lift should not be too 
high otherwise the valves will not close with sufficient promp- 
titude, and a loss of efficiency will result, and that more espe- 
cially in compressors running at a high speed. 
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When superheating of the ammonia gas in the compressor 
is guarded against by the circulalion of cooling water through 
a jacket surrounding the latter, it is desirable to ascertain the 
proper amount of water necessary to secure the best results. 
This will, of course, vary with the condensing pressure, about 
12 gallons of water per hour (or each ton of refrigerating effect 
per tlay of 24 hours being usually found to be sufficient: for low 
condensing pressures of, say, from 95 to no lbs,, whilst, on 
the other hand, with a high condensing pressure of about 
150 lbs., the amount wilt have to be increased to 50 gallons 
or more per hour. 

The larger the amount of cooling water that is employed in 
the separator jacket the better; and this water need not be 
wasted, as it may be conducted through a suitable overflow 
into the condenser, and utilised together with that delivered 
specially thereto. The ovefflow pipe conducting this water 
to the condenser should preferably dip down for a certain dis*- 
tance into the said condenser. 

Respecting the quantity and temperature of the cooling 
water for the condenser, it must be remembered the lower the 
temperature of the condensed ammonia the less will be the 
pressure against which the compressor has to work, and con- 
sequently the greater will be the saving in fuel and In wear 
and tear to the moving parts. 

The amount of condensing water required will vary in accor- 
dance wiih the temperature at which it is run from the con- 
denser ; for instance, if the condensing water be run into 
the said condenser at a temperature of about 60^ Fahr,j and 
leaves at the overflow or waste at a temperature of say go^ 
Fahr., the quantity of water required will be about 1 gallon 
per minute for each ice capacity of one ton per twenty- 
four hours; whilst if the temperature of the overflow or 
waste were 75° Fahr. the original temperature at the inlet 
being the same as before, the amount of water required 
would be about 2-5 gallons per minute for each ice capacity of 
one ton per twenty-four hours, and a reduction of about 4olbs» 
in the condensing pressure would be effected. 

In large towns and cities, however, where the water from the 
water companies' mains has to be used, and paid heavily for, 
it is often doubtful economy to attempt to reduce the tempera- 
ture of the condensed ammonia below a certain point, say 60° 
Fahn, during the winter months, and 70" Kahr, during the 
summer months. It is obvious that when a high price has to 
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be paid for the water employed for cooling and other pur- 
poses, every effort possible should be made to utilize it to the 
fullest extent, and, with this end in view, it is desirable to use 
the overflow water from the condenser for boiler-feeding pur- 
poses, or to employ some means, such as a cooling tower, for 
saving that which would be otherwise run to waste and be 
completely lost. 

An efficient and economical arrangement for this latter pur- 
pose is Puplett's improved water-saving and cooling apparatus, 
which is illustrated in Fig. 36. It is claimed by the inventor 
that the use of this contrivance enables the condensing water 
to be used over and over again with comparatively little loss, 
the waste indeed being practically confined to the quantity 
taken up by evaporation, which loss is, of course, more con- 
siderable in hot weather, and the consumption of condensing 
and circulating water is thus minimised as much as possible. 
It is stated to have been clearly demonstrated that in regular 
working for a considerable period, with a temperature in the 
sun of 93° Fahr., the entire loss experienced did not exceed 
3 per cent, of the total quantity of water circulated. The 
cost of the up-keep of the apparatus, moreover, is trivial, 
being one farthing per thousand gallons cooled, and the power 
required under ordinary conditions is one horse-power indicated 
for the same amount. 

To prevent loss of efficiency from heating of the condensed 
ammonia, it is advisable that the receiver and piping should 
be covered with a thick layer of some suitable non-conducting 
material, which precaution is the more necessary, inasmuch 
as the said piping generally passes through the engine-room, 
and consequently the temperature of the ammonia is not 
infrequently raised as much as 25° above that at which 
it left the condenser, before it enters the coils or pipes of 
the refrigerator, which causes a loss of about 2*5 per cent, 
on the ice-making capacity of the machine. The pipes con- 
veying the ammonia gas from the coils or pipes of the re- 
frigerator to the compressor should be likewise well covered 
with non-conducting material, so as to prevent, as far as pos- 
sible, any further accession of heat in the said gas during the 
transit. The desirability of this will be readily seen when it is 
remembered that the refrigerating capacity of a machine of this 
type is dependent upon the weight of ammonia circulated, and 
that the volume of a given weight of the gas increases in pro- 
portion to the elevation of its temperature, and consequently 
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the higher this is raised the smaller will be the weight of the 
gas circulated or dealt with by the compressor, although the 
volume may be the same. 

In the case of a compressor wherein the cylinder is cooled 
by a water circulation round the exterior walls thereof, and not 
by the introduction of cooling liquid to the interior thereof, a 
certain amount of the oil employed for lubricating purposes 
will gain access to the interior round the piston rod, and this 
oil would, unless proper means be taken to prevent it, be carried 
through the discharge valve along with the ammonia gas, and, 
after first passing into the condenser, would finally gain access 
to the evaporating or expansion coils or pipes of the refri- 
gerator, and also stop or clog up the expansion valve, and 
otherwise reduce the efficiency of the machine. 

The method employed for recovering any oil carried over 
with the ammonia gas in a compressor of the De La Vergne 
type, employing a sealing, cooling, and lubricating liquid in the 
cylinder, has been already mentioned (page 48) when dealing 
with that machine, with compressors wherein other means are 
employed for ensuring a complete or a practically complete 
discharge of the ammonia at each stroke of the piston, suitable 
oil separators or collectors for the mechanical separation of the 
oil from the gas, and in some cases rectifiers are used. 

The separator or oil collector frequently supplied consists 
merely in a cylindrical vessel into which the ammonia gas is 
conducted at one extremity and leaves at the other, the said 
inlet and outlet being situated at some inches from the ends or 
covers, the gas is supposed to be freed from the oil carried 
over therewith by coming, in contact with the sides of the 
cylinder, and it passes on to the condenser, whilst the said oil 
falls to the bottom of the vessel. 

A better form of separator is that wherein baffles or plates, de- 
scending vertically to slightly below the centre of the cylindrical 
vessel, and extending alternately nearly but not quite to the 
opposite sides thereof^ are employed. In this arrangement the 
gas is admitted at one side of the cylinder and, after taking a 
zigzag course between the said baffles or plates, leaves at the 
other side thereof. A very considerable increase of contact 
surface is thus ensured in a separator of this type, a modified 
form of which is employed in the De La Vergne system, and 
the said separator is rendered considerably more efficient. 

The gas being at a temperature of some 200° Fahr. when 
passing through the separator or interceptor, the oil contained 
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or carried over therewith is in a limpid condition, and is, 
therefore, difficult to eliminate from the gas. To obviate this 
objection the separator or oil collector is sometimes water- 
jacketed, by which means the temperature can be maintained 
low enough to cause the oil to separate easily from the gas and 
fall to the bottom of the cylinder or vessel. By this arrange- 
ment its efficiency is still further increased. 

Puplett and Rigg's patent separator or interceptor has been 
already described on page 69, and centrifugal oil separators 
have also been used with some success. 

Even the best of the ordinary separators or oil collectors at 
present in use, however, are more or less defective in action. 




Fig. 37- 



Fig. 37 shows a modified arrangement of the catch-alls or inter- 
ceptors employed on the Yaryan patent evaporators, which would, 
in all probability, ensure a more perfect elimination of the oil. 
As will be seen from the illustration it consists in a cylinder a, 
which is water-jacketed as shown at a^, and divided into two 
compartments by a tube-plate or partition b, from which project 
tubes c, c, which extend round the gas outlet pipe d, and extend 
nearly but not quite to the end of the cylinder, the said outlet 
pipe extending into the cylinder for a distance equal to about 
half the length of the tubes, e is the inlet pipe through which 
the ammonia gas and the particles of oil carried over therewith 
are delivered into the first chamber of the separator or oil col- 
lector, F is a wire gauze or perforated screen or diaphragm, and 
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f\ f*, are baffle or check-plates which extend alternately to within 
close proximity to the opposite sides of the cylinder. A clear- 
ance is likewise provided at the bottom of each of the said baffle 
or check- plates f, and of the partition or tube plate b, to allow 
the free passage of the oil from the first compartment or chamber 
to a well formed in the bottom of the separator cylinder a ; 
G is a pipe leading from the said well, through which the oil can 
be drawn off when required ; H, h\ are respectively the inlet 
and outlet pipes for the cooling water to the water-jacket. 

In operation the gas and oil enter the first chamber or com- 
partment of the separator, and pass to the tubes c, through the 
wire gauze diaphragm f, and taking a zigzag course from side to 
side of the separator past the baffle or check-plates f^ A 
large proportion of the oily particles strike against the said 
diaphragm, and the check, division, or baffle-plates f\ and 
become separated from the gas, finally falling to the bottom of 
the compartment and passing to the well a^ The pariially 
cleared gas then passes through the interior of the open-ended 
tubes c into the second chamber or compartment, and returns 
along the space on the outside thereof to the outlet pipe d, the 
remainder of the oily particles becoming deposited on the 
interior and exterior surfaces of the tubes c, and on the walls 
of the compartment, from which they likewise fall, and are 
collected in the well in the bottom of the latter. The very 
extended surfaces with which the gas thus comes in contact 
during its passage through the separator or collector, will 
ensure the complete deposition of the oil held in suspension by 
the gas, and the said gas will finally pass out from the separator 
or oil collector at the outlet pipe d completely, or practically 
completely, freed therefrom. 

The separator or oil collector is sometimes so connected with 
the compressor that the oil can be used over again ; this, how- 
ever, is objectionable in the case of a double-action compressor, 
as the connection is liable to become choked with pieces of 
packing that find their way into the separator. When a rectifier 
is used, the separator is in some instances connected therewith 
through a rotary cock, operated from the main shaft by means 
of a band, which cock is kept constantly working discharging a 
small quantity of oil at each revolution into the rectifier, so 
long as any remains in the separator. The failure of oil in the 
separator is indicated by the connecting pipe between the latter 
and the separator becoming covered with frost, when the cock 
must be immediately thrown out of gear and the oil allowed 
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to accumulate in the separator before restarting it. When the 
separator is connected directly with the rectifier the cock in the 
connecting pipe should be opened periodically, say about 
every twelve hours. The oil may be discharged from the 
rectifier at about similar intervals, and the amount of oil that 
is found to be entering the compressor cylinder is an index to 
the state of the packing in the stuffing-box, a large quantity 
being a certain sign that it requires renewal or seeing to. It is 
most important that the separator or oil collector be cleaned 
out at pretty frequent and regular intervals. 

It not infrequently happens that deposit accumulates on the 
exterior surface of the condenser coils from sediment in the 
water, and on the interior surface thereof from oil and foreign 
bodies. The smaller ammonia pipes may sometimes become 
filled with obstructions to the extent of completely blocking 
them up. These bodies may consist of lumps of solder or 
other matter accidentally left in the tubes when making the 
joints, or of pieces of packing from the stuffing-box carried over 
with the gas. The deposit or furring of the condenser coils or 
pipes is objectionable inasmuch as it acts as a non-conducting 
covering, and prevents them from freely transferring the heat to 
the cooling water, and the choking of other conduits is likewise 
followed by corresponding loss of efficiency, for example, that 
of one of those leading to one of the refrigerator coils or sets of 
pipes will result in the latter not acting at all, or only very 
slightly. Complete choking up or obstruction of one of these 
latter conduits is evidenced by that particular pipe, and also 
the corresponding return pipe, not becoming covered with 
frost at all, or only so to a very small extent; and a slightly 
less degree of frost upon any of these pipes indicates partial 
choking or obstruction, and a consequent very feeble action of 
the said coil or set of pipes. 

The coils or pipes in the condenser should be frequently 
cleaned on the exterior with a suitable brush, and whenever 
practicable removed at fixed periods and carefully scaled. This 
is best and most easily effected by heating the tubes, care being 
taken however not to carry such heating to an injurious extent. 
The interior surfaces of the tubes can be cleansed by blowing 
steam through them at a considerable pressure. To clear small 
obstructions from a conduit leading to one of the refrigerator 
coils or sets of pipes, it is usually sufficient to turn the entire 
stream of ammonia into it. Should, however, the said obstruc- 
tion prove obstinate, and it be found impossible to shift it in 
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this manner, an early opportunity must be taken to clear it by 
blowing steam through it. Any considerable choking of the 
conduits leading to the refrigerator coils is followed by a very 
marked decrease of efficiency in the latter. 

Whenever a joint has to be broken, and any portion of the 
machine opened for any purpose whatever, it is absolutely 
essential that the whole of the ammonia contained in that part 
should be pumped or transferred to another part, or if this can- 
not be done it should be discharged, preferably into water, 
which can readily be effected by means of a short strong 
india-rubber tube. On account of the already-mentioned great 
solubility of ammonia in water, it will become readily absorbed, 
if the vessel into which it is discharged be kept sufficiently 
replenished with cool water. It is of the utmost importance 
that the rule of carefully removing all ammonia pressure before 
breaking a joint be strictly adhered to. 

In warm weather, or in hot climates, the joints will require 
constant attention, and periodical inspection, and tightening up 
of the bolts ; and at all times, even in the winter in this climate, 
they are liable to develop leaks through the working of the 
machinery. 

Ammonia being a good solvent, and having no effect upon 
iron or steel, the parts will become clean and free from deposit, 
after working for a short period, and the cylinder and piston 
will be found highly polished. Ammonia also possesses some 
slight lubricating qualities, and, therefore, after starting, no other 
lubricant need be introduced into the compressor cylinder. 
The cylinder covers, as also the valve box covers, should be 
occasionally removed and a thorough inspection made of the 
piston, cylinder, and valves. The latter are exceedingly apt 
to become cut or marked by fragments of scale, and require 
grinding in periodically. 

A properly packed piston-rod will remain in good order for 
at least six months, provided the said rod be in first-rate con- 
dition and perfectly true ; under contrary conditions, however, 
trouble will be experienced in a fortnight, or less. The usual 
precautions to be observed in order to properly pack a steam- 
engine or other stuffing-box, which are well known, or should 
be so, to those in charge of ammonia plants, are equally applic- 
able in the case of the compressor, but the hereinbefore-men- 
tioned extensively searching nature of ammonia gas demands 
the exertion of extra care. These observations apply more 
especially in the case of a double-acting compressor where the 
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pressure upon the gland may reach i8o lbs. to the square inch. 
In a single-acting one, where the pressure should not exceed 
28 lbs., this extreme care is not of so much moment, though it 
is, of course, still important to have a tight joint. 

The stuffing-boxes should be formed unusually deep, say 
about a foot, from i to i of an inch being left between the 
piston-rod and the interior of the box. For single-acting com- 
pressors metallic packing vvill be found the best, that of Victor 
Duterne, the patent for which expired many years ago, being 
an excellent one for the purpose. Double acting compressor 
stuffing-boxes should be packed with a combination of pack- 
ings, a perforated ring being placed between them, and many 
of the special and patented packings will be found suitable for 
the purpose. Plaited cotton packing cut into suitable lengths 
and inserted in the form of rings will also be found effective ; 
it is desirable, however, to finish off with one or two india- 
rubber insertion rings. The packing should be driven home 
tightly, piece by piece, with a packing stick formed of hard 
wood, and a mallet, and the gland finally screwed on by hand 
only, so as to allow for the expansion of the said packing. This 
latter precaution is absolutely necessary in order to ensure the 
maximum life of the latter. When tightening up the gland 
care must always be taken to do so equally all round, and not 
to screw up the nut on one bolt more than on any of the 
others. 

To determine the efficiency of an installation on the am- 
monia compression system, the following fittings are required, 
viz. : — An indicator, so that diagrams can be taken from the 
compressor ; stroke counters, to enable the number of strokes 
made by the steam-engine and brine pumps to be ascertained ; 
and mercury wells to admit of the temperature being obtained 
at various points throughout the system. 

In making a test it is desirable that it should last at the very 
least for fully twelve hours, and it is better to carry it on for 
twenty-four hours. The number of readings which it is desir- 
able should be taken from the various instruments will vary in 
accordance with whether or not the work is steady or otherwise, 
and the person carrying out the test will have, of course, to 
use his own judgment on this head. Where artificial ice is 
made, for example, twice an hour will be sufficient, whilst on 
the other hand, four or more readings per hour should be 
taken in cases where the variation in the temperature of the 
materials to be cooled is wide. Indicator diagrams should be 
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taken from both the steam-engine cylinder and the compressor 
cylinder every two hours. 

A mercury well, for an horizontal pipe, when the latter is of 
sufficient dimensions, consists usually in a short piece of tubing 
closed at its lower end, and fitted into the pipe by means of a 
suitable bushing. It is filled about three parts full of mercury, 
and the thermometer, which should have an elongated cylin- 
drical bulb, is held in position therein by means of a perforated 
cork. For vertical pipes, or pipes of very small dimensions, 
where this arrangement would be impracticable, the well is 
generally formed by means of a wooden or other block, one 
side of which is shaped to the outline of the pipe to which it is 
to be applied, and has a suitable recess formed therein. This 
block is firmly secured against the pipe by metal straps in such 
a manner that a portion of the wall of the well will be formed 
by the pipe, the latter being scraped perfectly clean at that 
part. The joint between the block and the pipe must be 
made perfectly tight, which can easily be effected by means of 
a little white lead paint, there being no pressure, and the 
whole should be surrounded by a thick layer of non-conducting 
composition, through which the stem of the thermometer is 
permitted to project. 

The points in the system where it is desirable to locate the 
mercury wells are : — The suction pipe just at its connection with 
the compressor ; the discharge pipe, as close as possible to its 
connection with the compressor ; the ammonia discharge pipe 
from the condenser, as near the latter as practicable. Where a 
brine circulation is employed: — The pipe or manifold supplying 
the various coils or sets of pipes in the refrigerator ; the dis- 
charge pipe of the refrigerator; the brine discharge pipe, at the 
point where it connects to the refrigerator; and the brine return 
pipe in proximity to where it connects with the refrigerator. 

Before closing this chapter, a few words upon the excess 
condensing pressure invariably found in ammonia compression 
machines will not be out of place. This excess of the actual 
working condensing pressure over the theoretical is caused by 
the ammonia gas being imprisoned in the comparatively con- 
fined space afforded by the coils or pipes in the refrigerator, 
and the excess pressure is more marked in an horizontal com- 
pressor running at a high speed of, say, 140 revolutions per 
minute, than it is in vertical ones having only a low speed of 
from 35 to 60 revolutions per minute ; it varies, moreover, in 
almost every make of compressor. At a low suction pressure of 
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about 15 lbs. it should not be more than 10 lbs., but with a 
suction pressure of, say, 27 or 28 lbs. it may rise to 50 lbs., 
or even more. 

The condensing pressure affords a means of ascertaining 
whether or not the apparatus contains the proper full charge of 
ammonia, or if the losses sustained by leakage are sufficient to 
render it necessary to insert an additional supply. For this 
reason it is advisable for the person in charge to keep a record 
in a proper book, suitably ruled for the purpose, of the tem- 
perature of the condensed ammonia when leaving the con- 
denser, and also of the condensing and suction pressures, at 
regular intervals of, say, three hours. This will enable him to 
follow the state of the ammonia charge, for example, if the 
condensing pressure is found to be gradually falling during. a 
three months' period, as compared with the average condensing 
pressure of the previous three months, whilst at the same time 
the condensing temperature and the suction pressure remain 
constant, it will be evident that the charge of ammonia has 
become reduced by leakage to a sufficient extent to require 
replenishing. This reduction in the condensing pressure is 
caused by the diminution in the charge of ammonia giving 
larger condenser space, the gas having thus a much more 
extended worm, coil, or tube space wherein to condense and 
liquefy, and hence the decrease. As a general rule it may be 
taken that, whenever the condensing pressure is found to have 
fallen about 8 lbs., enough ammonia to restore the original 
condensing pressure should be inserted into the machine. 



CHAPTER VII. 

The Abstraction of Heat by the Evaporation 
OF a separate Refrigerating Agent of a 
Volatile Nature under the Direct Action 
OF Heat, which Agent again enters into 
Solution with a Liquid, or the Absorption 
Process.— The Binary Absorption Process. 

The principle involved in the operation of machines for the 
abstraction of heat by the evaporation of a separate refrigerat- 
ing agent of a volatile nature by the direct action of heat, and 
without the use of power, is, as has been previously observed 
of the liquefaction process, more a chemical or physical action 
than a mechanical one. It is founded upon the fact of the 
great capacity possessed by water for absorbing a number of 
vapours having low boiling points, and of their being readily 
separable therefrom again, by heating the combined liquid; 
hence it is commonly known as the absorption process. 

The absorption process was invented by Ferdinand Can6 
(brother to Edmond Carre, whose sulphuric acid freezing 
apparatus has been previously mentioned), about the year 1850. 
This system involves the continuous distillation of ammoniacal 
liquor, and requires the use of three distinct sets of appliances, 
viz. : — 

First, for distilling, condensing, and liquefying the ammonia. 
Second, for producing cold, by means of a refrigerator, an 
absorber, a condenser, a concentrator, and a rectifier. Third, 
pumps for forcing the liquor from the condenser into the 
generator for redistillation. The three operations are each 
distinct from the other, but when the apparatus is in actual 
work they must be continuous, and are dependent upon one 
another, forming separate stages of a closed cycle. 

An advantage of the absorption process is that the bulk of 
the heat required for performing the work is applied direct 
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without being transformed into mechanical power. The first 
machines, however, constructed upon this principle- were 
very imperfect in operation, by reason of the impossibility 
of securing an anhydrous product of distillation, and as the 
ammonia distilled over contained as much as 25 per cent, of 
water, a very large expenditure of heat, was required for 
evaporation, and the working of the apparatus, moreover, was 
rendered intermittent. This was owing to the distillation, 
which is the most important operation, and has of necessity 
to be executed in a rapid manner, being, in the first machines, 
very imperfectly effected, and the liquor resulting therefrom 
being naturally much diluted with water. Another serious result 
of the above defect, was the accumulation of weak liquor in the 
refrigerator, and the consequent necessity for constant additions 
of ammonia. 

By subsequent improvements, however, made by Rees 
Reece in 1867-70; Mort in 1870, who introduced an improved 
temperature exchanger or economiser; H. F. Stanley, 1875; 
F. Carrd (the original inventor), in 1876; W. H. Beck, in 1886; 
Mackay and Christiansen, and E. H. Tompkins, in 1887 ; and 
later still in the same year by E. L. Pontifex, the distillate 
has been rendered nearly anhydrous, and absorption machines 
have been brought to a very considerable degree of efficiency. 

In Fig. 38 is illustrated F. Carry's continuous acting absorp- 
tion machine. As above mentioned, the agent employed 
in this apparatus is ammonia. In the drawing a indicates 
the generator, b is the liquefier, c is the refrigerator, d is 
the absorber. Aqua ammonia is introduced into the gene- 
rator A, the level of the liquid being indicated by a gauge 
glass which is shown on the left-hand side of the said 
generator, and which is practically similar to that used on 
steam boilers, and the evaporation is effected by heat from the 
furnace shown beneath. The gas from the generator a is 
conducted by a suitable pipe e to the liquefier b, wherein it 
passes through a congeries or seiiesof coils or zigzags arranged 
in a bath of cold water, which is kept constantly renewed from 
the reservoir f. By the time the ammonia has reached a 
vessel situated at the termination of the coils or zigzags in the 
liquefier it is in a liquid condition, and under a pressure of 
about 150 lbs. per square inch, which pressure is constantly 
maintained in the generator a. 

In the liquid state the ammonia flows through the pipe G 
to the regulator h, by which it is admitted to the distributor i 
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through a pipe k, which latter is wound spirally round the 




pipe or lube l, i^hich is of larger bore, and through which the 
vaporised or gasified ammonia returns from the refrigerator c. 
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after having performed its heat-absorbing duties therein. By 
this arrangement the said returning vapour or gas is made to 
do some further work by absorbing or taking up heat from the 
h'quid ammonia on its way to the refrigerator. 

The refrigerator represented in the drawing consists of a 
set or series of six or other suitable number of spiral or zigzag 
tubes c^, cS which return upon themselves, forming an equal 
number of partitions in the tank wherein they are immersed, 
which latter is constructed of suitable non-conducting material. 
Each of these zigzags receives an equal supply of the liquid 
ammonia from the distributor i, and the space in the insulated 
tank surrounding them is filled with some uncongealable liquid, 
or one that will congeal only at very low temperatures, such 
as alcohol, or a solution of chloride of calcium or of common 
salt, which is usually known as brine. 

The ice-cans or cases are immersed in the liquor between 
the zigzags, and are sustained upon a carriage capable of being 
moved by the same mechanism that works the pump m, by 
which the resaturated solution of ammonia and water is re- 
turned to the generator. 

The ammonia gas or vapour from the zigzags in the refrige- 
rator c is collected in the cylindrical vessel n, from which it 
passes up through the tube l to the absorber d, where it meets 
the water that has been brought from the bottom of the 
generator a, and which partially fills the latter. This water 
being nearly free from ammonia, it having been exhausted 
therefrom by evaporation in the generator a, greedily absorbs 
or takes up the ammonia gas or vapour injected into it from 
the tube l. 

The absorber d is fitted with a worm d^ which receives 
cooling water from the supply tank f, and the water from the 
generator a, which is brought by the pipe o, is first passed 
through the coolers p, p*, before delivery into the absorber d, 
and is thereby cooled so as to fit it to absorb the ammonia 
gas or vapour in the said absorber d more freely. 

The transference of the water from the bottom of the 
generator a to the absorber d is effected by the pressure in 
the former, whenever the stop-cock or valve o^ in the pipe o 
is opened. The pipe o is carried iu a double coil through the 
cooler p, which consists of two concentric cylinders, and in a 
single coil through the cooler pV discharging through a sieve, 
strainer, or perforated tray, in a fine shower into the absorber d. 
The strong ammoniacal solution from the absorber d, which is 
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considerably reduced in temperature, is passed through the 
spaces round the coils of pipe o in the cooler p, and whilst 
reducing the temperature of the hot exhausted solution or 
water from the bottom of the generator a on its way to the 
absorber d, is itself raised several degrees before being returned 
to the said generator, to the mutual advantage of both. The 
coil of pipe o, in the second cooler p\ is water cooled from the 
supply tank f. 

The saturated solution from the absorber d is drawn off by 
the force pump m (which is driven by a steam-engine or other 
motor), through the pipe r, and is delivered thereby to the 
space round the coil in the cooler p, passing from the said 
cooler, through the pipe t, to the dome on the upper part 
of the generator a, where it falls upon, and trickles downward 
through, a series of perforated strainers or trays, whilst the 
ascending ammoniacal gas or vapour, on the other hand, takes 
a sinuous upward course, alternately passing round the edge 
of one of the trays, and through a central hole or aperture 
provided in the next, and so on to the gas or vapour pipe e; 
any aqueous vapour, which might otherwise be carried off with 
the ammoniacal gas or vapour, being thus condensed and 
returned to the generator. 

The constant pressure maintained in the generator a is, as 
already mentioned, about 150 lbs. per square inch, and to 
prevent this pressure from being exceeded a safety valve is 
provided on the dome of the generator a. Any gas that 
escapes through this safety valve is led through a suitable 
pipe to a small water tank, where it is absorbed. 

As will be seen from the above description, the operation is 
shortly as follows : — 

The aqua ammonia is first introduced into the generator a, 
the gas or vapour expelled therefrom by heat into the con- 
denser B ; and so that the process may be carried out continu- 
ously and not be arrested by the exhaustion of the solution, 
the exhausted or impoverished liquor is slowly drawn off at 
the bottom of the generator, an equal volume of fresh strong 
solution being constantly inserted at the top thereof. The 
united effects of the cooling and pressure produce liquefaction 
of the ammoniacal gas or vapour in the condenser, and the 
liquid ammonia passes to the refrigerator. It will thus be 
seen, that, as the ammoniacal gas or vapour from the tubes of 
the refrigerator is re-absorbed, and a rich solution formed to 
feed the generator, the absorbing water used being that with- 
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drawn exhausted from the latter, the said generator and the 
condenser will keep up a continuous supply of the liquid, and 
the refrigerator will continue to freeze successive charges of 
water in the ice-cans or cases, provided, however, that the 
requisite heat to vaporise or gasify the ammonia is supplied to 
the said generator. If, therefore, the entire apparatus be 
perfectly fluid tight, as it is theoretically supposed to be, no 
escape could take place by leakage or otherwise, and the same 
materials would go on indefinitely producing the same miiform 
effect. 

In starting a machine constructed on the absorption principle 
it must be first blown through to expel all the air. In Carre's 
apparatus the air escaping from the absorber is conducted by 
a suitable pipe into what is known as a purger, where it is 
passed below the surface of water to absorb or retain any 
ammonia that would otherwise escape therewith. 

A large amount of water is required for cooling purposes in 
the condenser or liquefier, and absorber, and a considerable 
consumption of fuel is also necessary to heat the generator, 
when this is performed directly by means of a furnace, as shown 
in Fig. 38 (page 95); when, however, this is effected by 
steam-heated pipes, as in Stanley's 1875 patent, or, as will be 
described later on, by coils of pipe heated by the exhaust 
steam from an engine, or even by direct or live steam from a 
boiler, there is a considerable saving on this head. Steam or 
other motive power is likewise required for driving the force 
pump. 

It is claimed by Mr. Can^ that for each pound of coal consumed 
as fuel, from 8 to 1 2 lbs. of ice can be produced, in accordance 
with the size of the apparatus. For working the larger form of 
machine, capable of making 500 lbs. of ice per hour, two men 
are required; the force pump is capable of forcing 220 gallons 
of liquid per hour into the generator, and during the same 
time 100 lbs. of pure ammonia is liberated from solution, 
liquefied, evaporated, and re-dissolved or re-absorbed. 

Rees Reece's chief improvement is founded on the fact that 
two vapours having different boiling-points, when united, can 
be recovered by fractional condensation, and by means of his 
apparatus a practically anhydrous distillate can be obtained. 

The special feature in the invention described in his 1867 
patent is the method of obtaining nearly anhydrous liquid 
jimmonia by means of an analyser, a rectifier, and a condenser, 
the peculiar construction and arrangement of which enables a 
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continuous distillation and rectification of a dilute solution of 
ammonia to be effected upon the separative principle. The 
ammoniacal gas is reduced by its own pressure to a liquid 
condition in the condenser, from which it passes into the 
refrigerator at a very low temperature, quickly abstracting the 
heat from any fluid passed through the latter. 

A boiler is connected with an analyser consisting of a series 
of plates arranged in the usual manner within a strong iron 
vessel. The analyser is connected with a rectifier, which is 
provided with a series of vertically arranged tubes surrounded 
by cold water, through which tubes the ammoniacal fluid 
passes to the condenser; or in an alternative arrangement the 
rectifier is provided with a series of vessels placed one above 
the other with a space between them, the said vessels being 
so connected that a passage is formed from end to end thereof 
for a continuous stream of col J water. The condenser is either 
fitted with tubes and is practically similar in construction to 
the first arrangement of rectifier above mentioned, or it consists 
simply of a cylindrical or other suitably shaped iron vessel, of 
sufficient strength to resist the internal pressure of the gas, and 
immersed in cold water. From this condenser the condensed 
ammonia passes to a refrigerator, which may be of any con- 
venient form and construction. The liquid cooled in the 
refrigerator parts with the greater portion of its heat to the 
condensed ammonia, which is again vaporised, and in this 
form passes into an absorbing vessel which is kept cool by 
water, and which serves to maintain the required vacuum in 
the refrigerator. The ammoniacal solution passes from the 
absorber into a heating vessel, from which it is returned into 
the analyser. The latter may, however, on occasions be 
dispensed with, and the boiler connected directly with the 
rectifier. 

In his 1870 invention further improvements are introduced, 
and the entire apparatus comprises a generator, an analyser, 
a rectifier, a liquetactor, a receiver, a refrigerator, an absorber, 
and a heater, an engine placed between the refrigerator and 
the absorber being sometimes, moreover, employed. 

The first five of these vessels form what may be called the 
distillery part of the apparatus, and the main object of these 
improvements is likewise to ensure the more perfect elimination 
of liquid ammonia in an anhydrous condition, or practically so, 
from its aqueous solution, and in one continuous uninterrupted 
operation. 
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The analyser consists of a vessel fitted with a series of 
perforated cups or dishes, a dividing plate, an overflow pipe, 
and a dead plate or baffle to prevent the direct passage of the 
steam through the cylinder. The absorber comprises a series 
of pipes arranged together within a tank or cistern. 

The ammoniacal gas eliminated from its solution in water 
by the action of the generator, analyser, and rectifier, passes 
onwards to the liquefactor or liquefier, wherein by its own 
pressure it is reduced to a liquid, and is collected in the 
receiver; the liquid ammonia so obtained being practically 
anhydrous. This anhydrous ammonia is then passed into the 
refrigerator, in which is placed a coil of pipe, any liquid passing 
through which will be cooled by the evaix)ration of the liquid 
ammonia surrounding it. 

The refrigerator is connected through a stop-cock or valve to 
another coil contained or enclosed in an iron pipe, which coil 
extends to the absorber vessel, the latter being connected to 
the coil of piping contained in the refrigerator. The object of 
this second vessel and coil is to effect an interchange of 
temperature with the gas. 

During its further onward passage to the absorber the 
ammoniacal gas comes in contact with the spent or exhaust 
liquor of the distilling apparatus in which it dissolves, yielding 
back the original quantity of the ammonia solution, to be used 
over again repeatedly without any appreciable loss or waste. 
This solution of ammonia is forced by a pump into the top of 
the analyser, wherein the ammonia is separated from the water, 
and passes to the condenser to be liquefied, whilst, on the 
other hand, the exhausted liquor goes to the generator, and 
from thence into the temperature exchanger or heater, and 
on to the absorber. 

The tension or elastic force possessed by the gas as it passes 
from the refrigerator to the absorber, especially when employed 
for cooling water, admits of its being utilised for driving the 
pumps of the apparatus, or for other purposes. 

The operation of Reece's improved apparatus is briefly as 
follows : — 

The charge of liquid ammonia (the ordinary commercial 
quality of a density of 26° Beaumt^) is vaporised by the 
application of heat, and the mixed vapour of water and ammonia 
passed to the vessels called the analyser and the rectifier, 
wherein the bulk of the water is condensed at a comparatively 
elevated temperature, and is returned to the generator. The 
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ammoniacal vapour or gas is then passed to the condenser, 
where it is treated in a substantially similar manner to that in 
Carre's apparatus, that is to say, it is caused to liquefy under 
the combined action of the condensation effected by the cooling 
water circulating round the condenser tubes, and of the pressure 
maintained in the generator. The liquid ammonia (in this case 
practically anhydrous) is then used in the refrigerator, and the 
vapour therefrom, whilst still under considerable tension, is 
admitted from the refrigerator to a cylinder fitted with a slide 
valve, and entry and exhaust ports, practically similar to those 
of a high pressure steam-engine, and is thus utilised to drive 
the force pump for returning the strong solution to the gene- 
rator, after which it is passed into the absorber, where it meets, 
and is taken up by, the weak liquor from the generator, and 
the strong liquor so formed is forced back into the generator 
by means of a force pump as before described. 

The temperature exchanger or economiser introduced by 
Mort in 1870, provides for the hot liquor on its way from the 
generator to the absorber, giving up its heat to the cooler liquid 
from the absorber on its way to the generator, thereby saving 
the abstraction of so much heat from the generator, and 
admitting of the liquid in the absorber being kept at a lower 
temperature, which is of great importance to the economical 
working of the apparatus. 

The invention which Harry Frank Stanley patented in 1875 
comprises several important improvements upon the foregoing, 
the chief of which are as follows : — 

In place of applying fire heat to the generator, as had been 
hitherto customary, a coil of steam pipes is employed for 
evaporating the ammoniacal vapour. The advantages derived 
from this are that the pressure and temperature in the generator 
can be much more easily regulated, and, moreover, the 
ammonia separates from the water better at a low heat, and 
an even temperature is found to be most essential to the 
efficient working of the apparatus. The steam-heated evaporat- 
ing pipes consist of a number of straight pipes connected 
together by bends, giving a very large heating surface, and 
when the exhaust steam from the engine is employed therein 
for heating purposes, a very great saving of fuel is effected. 

The analyser is placed upon the generator so as to economise 
space and save the connections otherwise necessary. The said 
analyser is formed preferably cylindrical, and is fitted with a 
series of dishes or trays having passages so arranged that the 
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vapour impinges on the undersides thereof, and traverses the 
vessel without passing through the liquid. Each of the dishes 
or trays is provided with an overflow pipe which is raised 
above the level of the bottom thereof, so as to keep some 
liquid in the said dish or plate, but always below the top of the 
vapour outlet. As the ammonia vapour is driven off from the 
solution of ammonia and water, by the heat of the vapour 
rising from the tray below, it passes through the vapour outlets 
into the rectifier without going through the liquor on the tray 
or trays above. 

By this means a considerable saving of fuel is effected, as the 
ammonia when once separated from the water on each tray or 
plate is at once delivered to the rectifier. Otherwise, were 
this not so, water has such a strong affinity for ammonia, that the 
vapour which had been separated from the liquor on one plate 
would quickly become absorbed again by the liquor it had to 
pass through on the next plate. 

The rectifier is placed on the condenser, the two forming in fact 
one vessel, and the same condensing water does duty for both, 
the latter passing in at the bottom of the condenser where the 
coldest w^ater is wanted, and up the outside of the coil into the 
rectifier, from which it passes to the absorber. The ammoniacal 
gas or vapour passes from the analyser into the top of the coil 
in the rectifier, which coil is fitted at intervals with pockets to 
carry off the water resulting from the condensation of the vapour 
coming from the analyser, so that immediately any such con- 
densation occurs the liquor passes at once out of the coil, and 
the ammoniacal vapour does not come in contact with the 
water after being separated from it. By providing the said 
pockets with cocks or valves suitable adjustments of the 
apparatus can be effected. 

The ammonia gas thus passes to the condenser in a prac- 
tically anhydrous condition, which is absolutely essential to the 
economical working of the apparatus, and which would not 
otherwise be the case, as if the said gas ccmes into contact 
with the water resulting from its condensation it would re-absorb 
a portion of it. 

The condenser coil is contained in a cast or wrought-iron 
cylinder, and to simplify the apparatus and to save space, the 
condenser is placed upon the receiver, the latter being a plain 
wrought or cast-iron vessel serving, as before, to store the 
anhydrous ammonia before it goes into the cooler or refrigerator; 
it is fitted with a glass gauge, or a float gauge to indicate the 
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level of the liquid therein. When the latter is employed, 
revolving spindles or rods working vertically through stuffing 
boxes in the usual way are preferably used, as tending to mini- 
mise friction and prevent leakage. 

The refrigerator or cooler is substantially similaT to that 
emplojed in the former arrangements, but is fitted with a self- 
closing gauge in case of breakage. 

The absorber is coiistructed of smaller pipes or tubeSj so aa 
to enable a greater number to be used than heretoforej and 
thus for a given content to secure a very much larger surface 
exposed to the action of the cold water which surrounds 
I he said tubes ; ihe latter are preferably constructed of wrought* 
iron. 

Another saving of condensing water is effected by having a 
few of the top pipes above the upper extremity of the water 
cislernj and letting the warm water coming from the rectifier 
drip over the outside of the said pipes. The heat due to the 
ammoniacal gas being absorbed by the weak liquor ^ which is 
given off from the inside, is sufficient to vaporise a portion of 
the water, and a large quantity of heal becomes latent in the 
vapour, producing a refrigerating effect. 

The pump employed for drawing the strong solution of 
ammonia produced in the absorber, and forcing it through the 
coil of pipe in the heater into the analyser, against the pressure, 
is so constructed that there are the very least possible clearances, 
and that the whole or practically the whole contents are dis- 
charged at each stroke, thtis preventing expansion of gas on the 
return stroke, tending to keep the suction valves closed. The 
pump cocks, valves and gauges are provided with water con- 
tainers, so that should any leakage of ammonia through the 
stuffing box occur, the water will absorb it, the latter being re- 
turned into the apparatus when it becomes thoroughly saturated. 
The stuffing box cock is constructed with a guard, and with 
an adjustable clamp screw, which holds the key to its seat, 
preventing leakage from compression of the packing, and ad- 
mitting of the said stuffing box being repacked whilst the 
apparatus is at work. 

To allow for the gradual weakening of the solution ot 
amnion ia, a small vessel or still is provided in connection w ith 
the generator, wherein the weak solution from the latter is evapo- 
rated off at a low temperature into the apparatus, where the 
least pressure exists. 

In the invention patented by William Henry Eeck, in i886, 
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some still further improvements in various details of construc- 
tion are described, notably in the arrangement of the analyser 
and rectifier, and the absorber. 

In the first-mentioned vessel a series of sheet iron or steel 
trays with or without perforations, the edges whereof are drifted 
or set up so as to form short adjutages, are provided. Each 
alternate one of these trays has a central opening, and each 
intermediate tray an annular space left between its circum- 
ference and the enclosing case or cylinder. An inner sheet 
metal casing is, moreover, provitled in which the water separa- 
ting trays are secured, and which, together with such trays, can 
be easily removed and replaced in position ; and the mouth of 
the vapour outlet pipe is sometimes surrounded by a finely 
perforated wire gauze chamber or guard. 

The absorber is formed with a primary absorbing vessel, 
wherein the absorption of the ammonia gas is effected to an 
extent dependent upon the temperature of the ordinary cooling 
or condensing water, combined with a secondary absorbing 
vessel wherein a further absorption of the ammonia gas is 
effected by the cooling action of a current of cold brine, or of 
water, cooled to a temperature below that of the ordinary cooling 
or condensing water used in the primary absorber. 

The weak liquor cooler, the liquid ammonia receiver, the 
condenser, and the rectifier are contained in a single open-topped 
tank provided with divisions or partitions so arranged as to 
ensure the passage of the cooling or condensing watersuccessively 
through each of the compartments. 

Frederick Noel Mackay and Adolph Gothard Christiansen 
obtained a patent for improvements in ammonia absorption 
machines in 1887, the main features of which that are claimed 
as novel being as follows, viz. : — 

The separation of the ammoniacal gas from the liquor in 
which it is absorbed, by boiling the said liquor in stages within 
the same boiler. 

An analyser consisting ofa chamber containing superimposed 
spirally corrugated plates having perforations or openings. 

The combination within one chamber, of an ammoniacal 
liquor boiler and analyser. 

A rectifier consisting of such an arrangement of a coil or 
coils, that the gas will take an upward direction, and the liquid 
a downward direction. 

A condenser wherein the coils are so connected that the 
gaseous ammonia passes from coil to coil in an upward direc- 
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tion, whilst the liquid ammonia flows in a downward 
direction. 

A multiple coil condenser so constructed that it has but one 
single through way. 

A rectifier and condenser consisting of chambers containing 
coils, all the joints whereof are situated on the exterior. 

An auxiliary cooler composed of a chamber fitted with a coil 
and regulator, and suitable connections. 

A vaporiser and refrigerator wherein the brine flows through 
a chamber, whilst the liquid ammonia expands through small per- 
forations or apertures into tubes contained in the said chamber. 

An absorber constructed with a concentric corrugated 
chamber. 

Ammonia pumps provided with a chamber through which 
ammonia liquor from the absorber passes. 

An arrangement whereby ammoniacal liquor from the absor- 
ber is caused to cool ammoniacal liquor from the boiler. 

In Edward Henry Tompkins' patent, which was granted in 
the latter part of 1887, for improvements in refrigerating 
apparatus of the kind or class for which previous letters patent 
were granted to Rees Reece and William Henry Beck, the 
chief novel points claimed are : — 

The placing of the generator within the boiler so as to secure 
the full efficiency of the heat given off by the steam generated 
therein. 

The combination and connection with the main gas pipe 
from the generator, of a vessel doing the triple duty of heater, 
rectifier, and analyser ; which vessel consists of an iron tank 
with an arrangement of tubes, and a sealed joint or joints at the 
base through which the gas rises. 

An improved form of condenser, consisting ot an ordinary 
condenser of the multi-tubular pattern, wherein the tubes are 
passed through a tube plate and expanded in the usual manner, 
but having in addition horizontal partition plates of metal at 
the alternate ends of the tubes, whereby the ammonia is caused 
to travel backwards and forwards along the alternate layers or 
sets of tubes, and thereby to receive the full benefit of the cold 
of the condensing water. By the removal of the end covers, 
moreover, each layer or set of tubes is rendered readily acces- 
sible for cleaning or repairs. 

A cooler or refrigerator comprising a system of horizontal 
tubes placed in a large tank, within which latter a solution 
of chloride of calcium is caused to circulate so as to secure an 
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equable temperature throughout the entire length of the 
tank. 

An absorber, wherein provision is made for intimately mixing 
the ammonia gas from the refrigerator or cooler, with ammonia 
liquor, cooled, firstly, by passing it through a small cooler, and 
secondly by bringing it in contact with a series of tubes through 
which water is made to circulate, thereby effecting a consider- 
able gain in the working of the apparatus. 

An ammonia pump provided with a stuffing box wherein is 
inserted a hollow steel or iron ring of suitable dimensions, to 
which ring is connected a pipe leading to a receiver having a 
glass gauge to show the height or quantity of liquor ammonia 
which has escaped past the first series of packing, and is con- 
tained therein. From this receiver a pipe fitted with suitable 
stop-cocks or valves leads to a small hand-force pump or com- 
pressor of the ordinary type, so that by opening and closing 
the said stop-cocks the escaped liquor can be withdrawn into 
the pump or compressor, or forced back into the generator, 
as may be desired. 

The provision of means whereby the ammonia liquor from 
the absorber is passed through a coil contained in the compound 
vessel doing triple duty as heater, rectifier, and analyser, and 
consequently enters the generator at a high temperature, and 
the temperature of the ammonia gas on its way to the condenser 
is likewise reduced. > The condensation from this ammonia gas 
which occurs in the rectifier and analyser, is conveyed back to 
the generator by gravitation ; the above-mentioned compound 
or triple vessel being situated above the level of the said 
generator, and the pressure in both vessels being equal. 

A small cooler wherein the weak liquor ammonia coming 
from the generator in its heated condition, is reduced to a state 
of comparative coolness, by contact with tubes cooled by a 
circulation of cold water, to which water may be added, if 
required, waste ice to increase its cooling capacity. The advan- 
tage claimed for thus reducing the temperature of the weak 
ammonia solution, is that its power of absorbing the ammonia 
gas from the cooler or refrigerator is thereby greatly increased. 

The patent granted to Edmund Lionel Pontifex in 1887, 
subsequently to both those just mentioned, for improvements 
in cooling and refrigerating machines of the class described in 
the specification of former letters patent, granted to H, F. Stanley, 
in 1875, ^^ys claim to the following : — 

The method of mounting the condenser coils upon brackets 
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projecting inwards from the side of the cistern, and retaining 
them in position by means of uprights extending vertically from 
these brackets; some of which uprights are extended above the 
tops of the condenser coils for the purpose of supporting the 
rectifier coil, and also for carrying a vertically arranged cylinder 
occupying a space in the centre of the rectifier coil, and extend- 
ing to above the level of the overflow from the cistern. The 
object of this cylinder is to ensure that the cooling water, that 
rises up through the cistern, should flow only through the 
annular space or clearance situated between the exterior surface 
of the said cylinder and the inner surface of the cistern, and 
thus cause it to act in a more efficient manner to cool the 
rectifier coil which is contained in this space or clearance. 

An arrangement for ensuring an unifoim action taking place 
in all the concentric coils of the condenser, and causing the 
liquid coming therefrom to be of the same temperature, consist- 
ing in spacing the outer coils vertically further apart than the 
inner coils, so that the increased diameter of the outer coils is 
compensated for by the greater number of the inner coils. 

To provide for the more perfect regulation of the admission 
of the anhydrous ammonia liquid to the cooler, which requires 
very fine or minute adjustment, a stop-cock is provided with a 
plug through which, in addition to the way or passage which is 
usually formed therein, there are, at the sides of this way or 
passage, other narrow passages which, when the said stop-cock 
is partially turned on, allow of a small and easily regulated 
quantity of liquid or fluid being permitted to pass ; whilst, on 
the other hand, it likewise admits of a large volume of the said 
liquid being allowed to pass quickly, whenever the cock is 
turned full open, as is sometimes necessary for the purpose of 
clearing the small passages by blowing out any obstructions 
which may lodge therein and choke them. 

The insurance of a more effective absorption of the gas, by 
so arranging the absorber that the weak ammonia liquor or 
solution is made to fall in the form of a shower on to the sur- 
face of a tray, which latter is provided with small holes or per- 
forations arranged in concentric circles. Through these holes 
the said weak ammonia liquor percolates or drops down on 
to the tops of the coils of cooling pipes, trickling slowly from 
coil to coil until it reaches the bottom of the absorber, from 
which latter it is sucked by the ammonia pump through a pipe 
fitted at its inlet end or extremity with a perforated strainer or 
guard, in order to prevent the said ammonia pump suction pipe 
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from becoming accidentally choked or stopped up by any 
foreign bodies. 

In order to enable the interior of any of the coils of pipe in 
the absorber being readily cleared of any deposit, suitable 
means are provided for admitting of a pump cylinder being 
easily attached to the outlet of each of the said coils. This 
cylinder is fitted with a piston which, by means of a piston rod 
extending therefrom, can be jerked or moved suddenly and 
violently to and fro, whilst the cooling water is flowing through 
the coil. The shock thus caused liberates any scale that may 
have become deposited inside the coil, and the said scale is 
carried off by the flow of the condensing or cooling water. 

An improved method of forming gas-tight joints, for use 
wherever the end of a coil or of a pipe is to be secured to the 
sides or ends of any of the vessels or chambers, is moreover 
set forth and claimed. A nut is screwed on to the pipe on 
either side of the plate, and on one or both sides of the said 
plate a circular recess is formed around the said pipe. Into 
this recess, and around the pipe, is inserted a packing ring or 
insertion of india-rubber or of any other suitable material, 
which ring is circular in transverse section. The nut screwing 
on the pipe is likewise shaped circular at one end so as to 
enable it to enter and fit into the said recess, or in some 
instances a washer, so formed, or dished or hollowed out, that 
when forced against the said packing ring it will cause it to 
press inwardly against the pipe, is interposed between the nut 
and the plate. In this manner a perfectly gas-tight joint, capa- 
ble of withstanding considerable pressure, is formed, the india- 
rubber or other packing ring or insertion being firmly held in 
position so that it cannot escape from the pressure that is put 
upon it. 

The Pontifex ammonia absorption machine has been further 
improved by Wood, and the Pontifex-Wood apparatus, as 
at present constructed, is probably as near to perfection as can 
be attained in machines of this class. 

Fig. 39 is a perspective view, showing in elevation the 
general arrangement of a machine of the Pontifex and Wood 
type, which comprises a generator, a separator, a condenser, a 
refrigerator, an absorber and an economiser, all of which are 
fitted with the latest improvements. 

Referring to Fig. 70, page 190, and Fig. 74, page 200, which 
views show two applications of the said machine, a is the 
generator, b is the separator, c is the condenser, d is the re- 
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frigerator, e is the absorber, and g is tlie economiser. The 
ammonia pumps shown in Fig. 39 are of the original pattern 
employed ; those illustrated in Figs. 70 and 74 are of the latest 
design, the construction of which will be more clearly under- 
stood from the enlarged views, Figs. 40 and 41. 

The generator a consists of an horizontal cast-iron cylindrical 
vessel, containing a coil of steam-pipe adapted to be heated by 
direct or live steam from the ordinary steam boilers, and into 
which the charge of commercial ammonia is inserted. 

The separator b, which is connected to the top of the 
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generator by suitable flanges, and arranged vertically, and at 
right angles to the latter, is so constructed that any aqueous 
vapour that rises with the vaporised or gasified ammonia from 
the generator, will be arrested or trapped by a suitable arrange- 
ment of baffles or checks, and is returned into the said 
generator ; the practically anhydrous ammonia passing through 
a pipe from the top of the separator to the condenser d. 

In the condenser d, which consists of a number of coils of 
pipes enclosed in a wrought-iron vertical cylinder which is 
constantly kept full of cold water in circulation, the anhydrous 
ammoniacal gas or vapour is condensed and liquefied by the 
pressure caused by its own accumulation. 

The liquid ammonia, which leaves the condenser at a 
temperature of between 70° and 80° Fahr., next passes into 
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the cooler or refrigerator e, which is a vertical cast-iron vessel 
fitted with coils of wrought-iron pipes, through which a circu- 
lation of water or brine is kept running. In this cooler or 
refrigerator the said liquid ammonia instantly expands, and 
again takes the form of gas or vapour. During this expansion 
its sensible heat becoming latent, as already stated, its tem- 
perature is reduced instantly to from io° to 20° Fahr., or 
considerably lower if required, and the water, or where employed 
for ice-making, the brine is reduced or cooled down to any 
predetermined temperature. 

After performing its cooling office in the refrigerator D the 
ammonia gas or vapour is led through another pipe into the 
absorber e, wherein it comes into contact with, and is taken up 
and absorbed by, the water from which it was first eliminated 
in the generator a, the strong solution thus formed being draw.i 
off by the ammonia pumps f and forced back through the 
economiser or heater g (wherein its temperature is raised by 
the water which is passing from the generator into the absorber) 
into the generator a to be re-evaporated. 

The improved ammonia pumps, which are of a patented 
design, are mounted in a frames, as shown in Fig. 70, and 
when employed with a brine circulation, a brine pump is also 
attached to the outside of one of the said a frames, and is 
driven by means of a disc crank fixed upon the shaft carrying 
the eccentrics for working the ammonia pumps. 

One of the ammonia pump cylinders is shown in side eleva- 
tion, and vertical central section, in the enlarged views Figs. 
40 and 41. As will be clearly seen from the sectional view, 
Fig. 41, the pump is of the piston type and double-acting. 

A great advantage in having two ammonia pumps is that 
they can be so arranged, that, if necessary, one of them can be 
shut off for repairs or overhauling, whilst the other is con- 
tinued in work. 

The method of working the Pontifex-Wood improved 
ammonia absorption machine is as follows : — 

All connections being properly made, and the generator 
filled or charged, with the ordinary ammoniacal liquor of 
commerce, up to the proper level, as indicated by the gauge 
attached thereto, a little steam is admitted to the coil of pipes 
inside the said generator, so as to raise just sufficient pressure 
of gas or vapour to expel all the air from the apparatus through 
an escape valve provided for that purpose in the absorber. 

As soon as all the said air is thus expelled, the full pressure 
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01 steam is turned on to the heating coils in the generator, 
and the ammonia in the solution, being extremely volatile, is 
instantly driven off in the form of gas or vapour, and passes 
up through the separator, where any aqueous vapour is 
arrested, and returned to the top of the condenser; the 
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aqueous portion of the ammonlacal solution remaining behind 
in the generator. 

The condensing water is admitted at the bottom of the 
condenser and is taken off at the top, the ammoniacal gas or 
vapour taking the opposite course and passing downwards 
through the coil of pipe therein, the upper portion of which 
coil is provided at intervals with traps or pockets, and is known 
as the rectifier. During its passage through this coil the gas 
or vapour is reduced in temperature by the condensing water, 
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and any watery particles that may have escaped the separator, 
and been carried over with the ammonia, are caught in the 
above mentioned traps or pockets, and are immediately passed 
out of the coil and returned to the said separator, through the 
connection shown in the drawing. After passing the lower- 
most trap or pocket the ammoniacal gas or vapour is quite dry 
or anhydrous, and it is the practically perfect reduction thereof 
to this condition that constitutes the chief advantage of the 
Pontifex-Wood improved machine. 

The dry or anhydrous ammoniacal gas or vapour now 
continues to descend the coil in the condenser, until, by reason 
of its accumulation, it reaches a pressure at which it becomes 
liquefiable, the said liquefaction being greatly forwarded by the 
reduction of temperature effected in the said condenser by the 
constant circulation of the cooling water. The apparatus is 
so constructed and regulated, that, as the gas or vapour becomes 
liquefied, the product of liquid anhydrous ammonia passes 
into the refrigerator, wherein it vaporises at the ordinary 
atmospheric pressure, at a temperature as low as — 28^ 
Fahr., and at the moment it thus changes its form it absorbs 
and renders latent a very large amount of heat, as has been 
already mentioned. 

The water or other liquid to be cooled is passed direct 
through the coil arranged in the refrigerator ; or, where ice- 
making is carried out, a strong solution of chloride of calcium 
or brine is passed through it, cooled to the requisite low 
temperature, and pumped into the ice-making or freezing 
tanks. 

The ammonia, which has now again assumed a gaseous 
form, passes from the top of the cooler or refrigerator into the 
absorber, which latter is connected to the bottom of the 
generator, through a suitable pipe, the pressure in the latter 
forcing a constant stream of the water left in it at starting into 
the absorber, where this weak solution greedily absorbs or takes 
up the gas coming from the refrigerator, and the strong solution 
thus formed, which is similar to that first placed in the generator,- 
is drawn off by the ammonia pumps. 

The strong rich solution is then forced through a coil of pipe 
in the economiser or heater into the top of the separator, 
wherein it passes down through a succession of trays, which 
latter are heated by the hot vapour or gas ascending from the 
generator, and the ammonia is once more separated from the 
water in which it is dissolved, the solution gradually becoming 
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weaker, until it finally falls back into the generator almost 
entirely exhausted of ammonia. 

As in Carre's apparatus the complete process forms, it will 
ht seen, a continuous closed cycle, the changes from liquid to 
gas and vice versd being constantly repeated. 

Theoretically the only outlay for working the machine, out- 
side the small amount of oil required for lubricating the moving 
parts and the labour, is that entailed for the coal or other fuel 
consumed in raising steam for heating purposes, where exhaust 
or waste steam is not employed, and for supplying the small 
steam-engine requisite to drive the ammonia pumps; in cases, 
however, where water has to be paid for, there is an additional 
outlay for the water that is used for condensing and other pur- 
poses. The boiler power required, where direct or live steam 
is used, varies from 2 horse-power in the smaller machines, 
which are capable of performing work equjil to the reduction of 
225 gallons of water 10°, or of 60,000 cubic ft. of air 20° Fahr. 
per hour, or of an ice equivalent melted par 24 hours of 
I J tons ; up to 15 horse-power in the larger sizes adapted to so 
treat 8,000 gallons of water, or 1,900,000 cubic ft. of air, or of 
an ice equivalent in tons melted per 24 hours of 50 tons. In 
like manner the indicated horse-power that is necessary for 
driving the ammonia pumps will run from one, in the small 
machines, up to six in the larger sizes ; and the amount of con- 
densing water at 50° Fahr. from 100 to 3,000 gallons per hour. 

In practice a certain amount of the ammonia is always un- 
avoidably lost by leakage, even under the most favourable cir- 
cumstances. The amount of ammonia that thus goes to waste 
and has to be replaced depends chiefly upon the care taken in 
packing the ammonia pumps, but under average conditions it 
usually varies from 240 to 400 lbs. per annum. The price of 
the ordinary commercial liquor ammonia used in the machine 
is from 3d. to 4d. per lb. In some exceptional cases, 
however, machines have run in a satisfactory manner for 
two or three years without any additions of ammonia having 
been made. 

Other refrigerating machines acting on the above principle, 
of which mention may be made, are those of Seeley, and another 
one of French origin. 

In Seeley's absorption machine anhydrous ammonia is also the 
agent or medium employed. The novel feature in his apparatus 
is the arrangement of the generators, which can be alternately 
heated by means of steam coils, and which are charged with dry 

1 
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pulverised chloride of calcium. On heat being applied to one 
of the said generators the liberated gas rises, is passed through a 
condenser, expanded and evaporated in a refrigerator, and lastly 
returned to the second generator, wherein it is taken up or 
absorbed by the dry chloride of calcium. Heat is then applied 
in its turn to the said second generator, and the operation is 
reversed, and so on adinfinitum^ the said generators alternately 
becoming absorbers. 

In the French machine the refrigerating agent used is amylic 
ether, which is capable of dissolution under the action of 
sulphuric acid. The ether is first extracted from the acid under 
the action of heat, is liquefied under a considerable pressure, 
and is passed into a suitable receiver or container, from which 
it can be admitted by means of a stop-cock or valve to spiral 
ducts surrounding a cylinder or vessel containing the water to 
be frozen, wherein by its expansion into gas it abstracts the 
heat, as already mentioned with respect to other machines of 
this class. The vapour is then returned to a vessel containing 
sulphuric acid, by which it is once more absorbed, to be sub- 
sequently again expelled or driven off therefrom by heat, and 
to pass through the same cycle of operations as before. 

Those machines wherein a refrigerating agent is used, which 
consists of a compound or dual liquid, one of which is capable 
of liquefaction at a comparative low pressure, taking the other 
or second one into solution by absorption ; or, in which the 
refrigerating agent is liquefied partly by absorption and partly 
by mechanical compression, are said to work on what is usually 
known as the binary or dual absorption system. 

Johnson and Whitelaw's machine is designed for use with 
bisulphide of carbon. This refrigerating agent is first vaporised, 
and with the air introduced by the force-pump is passed through 
chambers charged with oil, by which the bulk of the moisture 
of the gas is taken up or absorbed, provision being made for 
extracting that of the air by passing it through a pipe leading 
to the air-pump, which pipe is partially filled with chloride of 
calcium. 

Pictet's refrigerating agent consists in a combination of carbon 
dioxide and sulphur dioxide, which forms a liquid having a 
vapour tension much less than that of carbon dioxide, or even 
of sulphur dioxide, at temperatures above 78° Fahr. An im- 
proved cooler or refrigerator patented by Pictet in 1887, which 
can be employed either with a compression or an absorption 
machine, has been already briefly described on page 68. 
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In Nicolli and Mort*s machine the refrigeratnig agent used 
is ammonia. The apparatus consists essentially in three main 
parts, viz., an evaporator, a pump, and an absorber, and the 
operation is as follows : — 

The evaporator or generator is first charged with strong 
ammoniacal liquor, vaporisation being effected by reducing the 
pressure through the action of the pump, and heat being 
abstracted thereby from the liquor to be cooled in the usual 
manner; the evaporator or generator thus performs a dual 
office inasmuch as it also, acts as the refrigerator. 

The weak or exhausted liquor passes out at the bottom of 
the evaporator and is conducted through suitable pipes to the 
pump, where it meets the ammonia gas or vapour, and, together 
with the latter, is pumped into coolers, sufficient pressure being 
applied to liquefy the vapour, and cause a re-dissolution thereof; 
the strong solution is then returned to the evaporator, passing 
on its way through an interchanger wherein its temperature is 
reduced by that of the cold, exhausted, or weak liquor also 
passing there through to the pump. 

De Motay and Rossi use as a refrigerating agent a mixture 
of common ether and sulphur dioxide or sulphurous acid (SO2), 
which compound is known as ethylo-sulphurous dioxide. It 
was found by experiments that, at ordinary temperatures, liquid 
ether has the power of taking up or absorbing large volumes 
of sulphur dioxide, amounting to as much as three hundred 
times its own bulk, the tension of the vapour given off from 
the dual liquid being below that of the atmosphere at a 
temperature of 60° Fahr. 

The two liquids are evaporated in the refrigerator by reducing 
the pressure through the action of the air-pumps. The pressure 
in the condenser is at no time in excess of that required to 
cause a liquefaction of the ether. The capacity of the pump 
need not be so large as that which would be necessary were 
ether employed by itself, but it is necessarily somewhat more 
than that demanded for pure sulphur dioxide. 

De Motay and Rossi's apparatus is said to have given very 
good results in the United States, where it has been in use for 
the past twelve years. 



CHAPTER VIII. 

The Abstraction of Heat by first Compressing 
Air or other Gas, cooling same, and after- 
wards permitting it to expand, that is first 
applying heat in order ultimately to pro- 
duce COLD, OR the Cold- Air System. 

Machines constructed on this system operate on a principle 
which is one of the simplest in physics, viz., that the compres- 
sion of air or other gas generates heat, and the subsequent 
expansion thereof cold. 

Mechanical work and heat being respectively convertible, it 
follows that should a gas be caused to perform certain work on 
a piston during expansion, its store of caloric will be exhausted 
thereby to a degree equal to the thermal equivalent of the work 
done, the gas after expansion being at a lower temperature 
than it was before expansion, that is, provided always no heat 
is supplied from any other source to restore that so lost. 

Machines of this kind or class, although used from time to 
time for cooling hydrocarbons of a volatile nature, are more 
generally employed with ordinary atmospheric air only, hence 
they are commonly known as cold-air machines. Their inven- 
tion is ascribed to Gorrie, who is said to have designed the 
first machine of this class in 1849. 

In Gorrie's machine the cooling water was injected into 
the compression cylinder, and brine to be refrigerated or 
cooled into a jacket surrounding an expansion cylinder. 
His apparatus consisted essentially of a double-action pump 
or compressor, a cooler connected with a compressed air 
vessel or reservoir, and a jacketed auxiliary pump. The opera- 
tion of the machine was as follows : Water was injected into 
the compressor cylinder at each stroke, on the side of the 
piston on which condensation or compression was taking place. 
The compressed air was then led through a worm or coil in the 
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cooler to the compressed air vessel or reservoir, from whence 
it was admitted to the auxiliary pump, which latter was driven 
by the expansion thereof. Through the jacket surrounding 
this auxiliary pump a circulation of brine or other non-congeal- 
able fluid was maintained, ,which brine was cooled by the 
expansion of the air in the pump cylinder, and which in turn 
reduced the temperature of an ice-making tank situated above 
the latter to the requisite degree. 

Imperfect cooling of the air after compression, combined 
with the damp condition of the said air, caused the failure of 
this machine to act in a satisfactory manner. 

The next advance was made by Dr. Alexander Kirk in 1863. 
Dr. Kirk's machine had three cylinders, viz. one for compress- 
ing the air, and two for the expansion thereof, all three of which 
had reciprocating motion imparted to their pistons by a single 
crank. One of the expansion cylinders was connected to each 
end of the compressor, thus actually forming two distinct 
systems. The pistons of the expansion cylinders were hollow 
and were perforated by a number of small holes, and fitted in- 
ternally with filters consisting of several layers of very fine wire 
gauze, the reciprocating action of the said pistons alternately 
causing air to pass through these perforations and filters, and 
drawing back the said air. 

The operation of the machine was as follows : — The air was 
compressed between the piston of the compressor, during its 
stroke in one direction, and one of the expansion cylinder 
pistons, the heat of compression being carried off by a suitable 
water jacket provided round the said expansion cylinder. On 
the descent of the expansion piston, the air passed through the 
perforations, parting with some more of its heat whilst traversing 
the sheets or layers of wire gauze, and finally expanding in the 
upper portion of the said cylinder, and performing work upon 
the descending piston. The cold air was caused to abstract 
heat from brine which circulated round the top cover of the 
expansion cylinder, and through a number of hollow corruga- 
tions. The operation of the second or other expansion 
cylinder which was connected to the opposite end of the 
compression cylinder was, of course, identical. 

This machine was worked up to a pressure of 200 lbs. per 
square inch, and a temperature of -—39° Fahr. was obtained. 

In 1869 a cold-air machine adapted to compress air in stages 
was invented by Marchant. In his apparatus the air passed 
first into one cylinder wherein it was compressed, and was then 
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exhausted into another cylinder of smaller dimensions in 
which it was still further compressed. 

Giffard's first (1873) machine was so arranged that the air 
was mingled in the compression cylinder with sprayed water, 
which became vaporised by the heat of compression, and ren- 
dered the said heat latent. The discharge valve from the 
expansion cylinder was situated in the piston, and was so 
adjusted that it would open automatically upon the pressure in 
the cylinder falling below a predetermined point, the air 
then passing through to the other side of the piston, and after- 
wards to the refrigerator. 

In the same year (1873) Postle designed a machine which 
was practically a modification of Kirk's cold-air machine. As 
in the latter the compression cylinder was connected at each 
end to an expansion cylinder, but the pistons of the expansion 
cylinders, which were each composed of an upper part of 
smaller diameter and a lower part of larger diameter, were so 
arranged, that when the compressor piston started upon its 
stroke in either direction, the valve connected with that end of 
the compressor was forced upon its inner seat, and the air 
pressure moved that particular expansion piston to the inner 
end of its cylinder, the said valve being opened outwardly, 
however, before the end of its stroke by its projecting spindle 
striking against the inner cylinder end, and the latter part of 
the compression taking place in a small space cooled by a 
water jacket, and wherein the heat of compression was carried 
off. Upon the reverse stroke of the piston the said valve was 
raised against its outer seat by the current of air passing through 
the circumscribed passage around it, and a partial vacuum 
having been formed above the small portion of the expansion 
piston, the latter was moved outwardly by the unbalanced 
pressure in the expansion cylinder, the cooled compressed air 
passing through the piston to the inner portion of the cylinder. 

Similarly, however, to on the inward, the valve was opened 
before the end of the outward stroke of the piston by the other 
extremity of its spindle coming in contact with the top of the 
cylinder, but this time outwardly, and the air in the said 
inner portion thus expanded, and at the same time performed 
work on the compressor piston. The air reduced in temperature 
during expansion cooled brine circulating through a jacket 
which also formed the inner cylinder head of both expansion 
cylinders, the latter being placed end to end. 

The great improvement in this machine was that the bulk of 
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the compression was performed during the period wherein the 
compressor was in connection with the water-cooled spaces, 
and most of the expansion whilst the said compressor was 
exhausting from the spaces in contact with the brine circulation. 

A very decided advance was next made by Windhausen, for 
whose improved cold-air machine a German patent was granted 
about this time. The characteristic feature of his apparatus, 
was the improved method by which the air, that had become 
heated by compression, was first cooled in a series of condensers 
or coolers by means of a circulation of cold water, and was 
then passed into a chamber where expansion or dilation took 
place behind a piston. That is to say, in point of fact expan- 
sion was effected by the simultaneous action of the machine 
before the said air was utilised for refrigerating purposes. 

The original Windhausen cold-air apparatus is shown in plan 
and side elevation in Figs. 42 and 43, by which the principle 
of the machine is sufficiently clearly illustrated to render an 
extended description thereof unnecessary. On the drawing, a 
indicates the compression cylinder, b the expansion cylinder, c 
the steam engine or other motor for operating the machine, and 
D, D*, D*, the condensers or coolers through which a constant 
current of cold water is maintained for cooling purposes. The 
cylinders A and b are arranged tandem fashion, and are worked 
simultaneously from the engine crank-shaft e, through the 
crank e^ and connecting rod f. 

The air enters the compression cylinder a through the inlet 
A^, as indicated by the arrows, and after compression the cur- 
rent passes through the pipe a* to the first condenser or cooler 
D, from which it is conducted successively to the coolers d\ d*, 
and from the latter to the expansion cylinder b, as shown by 
the arrows. 

Within the coolers or condensers d, t>\ b\ are arranged a 
series of pipes through which the blast passes, and around 
which a constant circulation of cold water is kept up, the 
latter entering the cooler d- at a suitable inlet, and flowing 
through the said coolers in the opposite direction to the 
compressed air. A portion of the heat that has been imparted 
by compression is thus extracted, and the compressed air, 
which is at a temperature only a few degrees above that of its 
natural state, is led into the expansion cylinder b, wherein the 
expansion is effected under a gradually decreasing pressure, 
which latter is automatically regulated by valves operated by 
the simple expansive force of the compressed air itself. 
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Were the air to be dilated to its normal volume it is clear 
that an amount of heat equal to that which has been abstracted or 




taken up by the cold water in the coolers would be required ; as 
this, however, can be only partially returned by the small volume 
of air within the expansion cylinder, a low degree of tempera- 
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ture IS immediately obtained, which is more and more reduced 
with each stroke of 
the compressor, as 
the original air in 
the expansion cylin- 
der is replaced by 
the cooled com- 
pressed air. 

From the com- 
pression cylinder b 
the air is conducted 
to the space to 
be cooled, escaping 
with a velocity suffi- 
cient to admit of the 
current being con- 
ducted for 300 ft. 
through a channel 
2 ft. in diameter, the 
temperature at the 
orifice of the latter 
being from —30° to 
— 35'^Fahr.,orfrom 
62° to 67° of frost. 
It has not been 
found advisable 
however, in prac- 
tice, to employ a 
conduit of this ex- 
cessive length. 

In the apparatus 
shown the dimen- 
sions of the com- 
pression cylinder are 
such that at each 
stroke of the piston 
35 cubic ft. of air, 
and at every com- 
plete revolution of 
the engine, 70 cubic 
ft. of air are com- 
pressed, being reduced to the extent of from two and a half 
volumes to one volume, or to a pressure of 35 lbs. per squaie 
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inch; thus, at a speed of 36 revolutions per minute, over 
150,000 ft. of cubic air will be compressed per hour. 

From actual experiments it was found that with the air 
entering the compression cylinder at a temperature of 80° Fahr., 
it rose after compression to 205^, thus giving a gain of 
125°, inasmuch as this acquired heat is subsequently got rid of 
in the condensers or coolers and expansion cylinder ; and an 
atmosphere is thus obtained which, whilst under a tension of 
two and a-half atmospheres, is almost at the same temperature 
as the air previous to treatment, the expansive force, and 
effect, of a volume two and a-half times larger, being at the 
same time retained. 




Fig. 44 is a vertical central section illustrating a modified 
arrangement of Windhausen's cold-air machine, wherein a 
single cylinder is used for compression and expansion, the air 
being condensed or compressed at one side of the piston, and 
expanded on the other. Two coolers are provided, situated 
in the bed of the machine, one of which is cooled by a circula- 
tion of cold water, and the other by the expansion of the 
compressed air. The refrigerator is situated above the com- 
pressing and expansion cylinder, and receives the expanding 
air from the expansion side of the cylinder through a tempera- 
ture regulator. 

In the drawing a is the compression side of the cylinder, and 
B is the expansion side thereof; c is the piston, which is formed 
hollow and filled with non-conducting material c' ; d is the 
cooler, through which a circulation of cold water is kept con- 
stantly flowing, and which is connected to the compression 



THE COLD-AIR SYStMl. li^ 

side A of the cylinder through the pipe or tube d* and valve 
D*, and E is the second cooler, whidi is connected to the first 
cooler D and to which a certain amount of the expanding 
compressed air from the expansion side of the pump is 
admitted for cooling purposes. The tubes in both the coolers 
D and E, through which the compressed air passes from the 
com.pression side a of the cylinder, communicate through the 
pipe or tube e* and valve e' with the expansion side b thereof. 

F is the ice-making tank or refrigerator, and G, G, are the ice- 
cans or cases. The ice-making tank f consists of a double- 
cased rectangular wooden box or vessel, the spaces between 
the outer and inner cases of which are filled or packed with 
loose cotton, or other suitable non-conductor of heat. The 
cover, which is formed of a single thickness of wood, is pierced 
with holes in which are fixed metallic cases or pockets for 
receiving the ice-cans g. f^, f*, are zig-zag partitions arranged 
between the rows of ice-cans so as to cause the air to come 
fully into contact with the metallic cases or pockets supporting 
them. H is an india-rubber bag, which acts to maintain an 
uniform pressure within the ice-making tank or refrigerator f, 
by admitting or giving out air in accordance as to whether the 
pressure happens to be above or below that of the atmosphere. 
I is a valve which is open during the entire compressing stroke 
of the piston c, and which communicates through a suitable 
pipe or tube with the temperature regulator, from which a 
portion of the expanding air passes to the ice-making tank or 
refrigerator through a tube communicating therewith through 
the aperture f', the remainder being delivered through another 
pipe or tube to the space round the compressed air tubes in 
the cooler e, through the aperture or orifice e^, with which 
latter space the ice-making tank or refrigerator is likewise con- 
nected through a suitable pipe or tube, and the apertures r*, e*. 
The temperature regulator and pipes or connections are situated 
at the rear of the apparatus, and are not shown in the drawing. 
The compression side a of the cylinder is also connected 
with, and derives its supply of air from, the expanded air 
space in the cooler e through a suitable pipe opening into the 
latter at e*, and communicating with the former through the 
valve K. 

The operation of the apparatus is as follows, that is to say : 
The piston c, during its forward or compression stroke, com- 
presses the air contained in the compression side a .of the 
pump cylinder, and under the pressure of the said air the valve 
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D* opens, and the latter passes through the pipe or tube d^ to 
the water-cooled tubes of the first cooler d, from which it then 
passes to the air-cooled tubes of the second cooler e. The 
cool compressed air next flows into the pipe or tube e*, and is 
admitted through the valve e' to the expansion side b of the 
pump cylinder during a portion of the stroke, when the said 
valve E* is closed, and the air expands in the said chamber 
B during the remainder of the stroke. The cooled and ex- 
panded air flows out of the expansion chamber b through the 
valve I, during the entire return or back stroke of the piston 
c, to the temperature regulator, from whence a portion of it 
passes to the ice-making tank or refrigerator f, and the remain- 
der to the space round the compressed air tubes in the second 
cooler e. On the said return or back-stroke of the piston c, 
the air in the space round the tubes in the second cooler e is 
drawn or sucked into the compression chamber a through the 
inlet valve k. 

The improvements introduced into cold-air machines in 
1877 by Bell-Coleman added very considerably to their prac- 
tical value. This invention comprised suitable means for 
cooling the air both in, and as it left the compressor, by spray 
or jets of water, and also for drying it again before it was passed 
into the expansion cylinder. The latter object was effected 
by causing it to flow through a set of coils, or pipes, situated 
in the chamber cooled by the machine ; or by providing for 
exposing these pipes to a current of the used or spent air 
passing out from the said chamber. 

On leaving the compressor the moist air was first passed 
through a chamber with perforated diaphragms, and was then 
conducted to the expansion cylinder through coils or pipes 
which had a very extended surface, and were cooled on the 
exterior to a lower temperature than that of the cooling water, 
thus stiU further reducing the temperature of the air, and 
inducing a deposition of moisture. 

A great objection to this system of cooling by internal injec- 
tion is the loss occasioned by the saturated condition in which 
the air, even when employed continuously over and over again, 
is constantly delivered to the machine. 

In 1877 Giffard also greatly improved his (1873) machine, 
and brought it to the form shown in Fig. 45. In the drawing 
(which illustrates the apparatus in side elevation, some of the 
parts being shown in vertical central section) a indicates the 
compression cylinder and b the expansion cylinder, which are 
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both of the single-acting type, and open at their upper ends ; 
c is the condenser or cooler. The inlet and outlet valves to 




the expansion cylinder b, as also the inlet valve to the com- 
pression cylinder, which, as shown in the drawing, are situated in 
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the lower ends to the said cyh'nders, are actuated through cams 
upon the shaft of the machine. The outlet valve from the 
compression cylinder a governs the delivery of the compressed 
air to the lower end of the condenser or cooler c, wherein, 
after passing through top and bottom chambers or spaces, and 
a central series or set of vertical water-cooled tubes, it is 
delivered through a suitable pipe to the inlet valve of the 
expansion cylinder, from which latter, after doing work upon 
the expansion piston, during its upward stroke, it is discharged 
during its return or downward stroke through the outlet valve 
(shown on the right-hand side) and led away through a suitable 
pipe to perform its cooling office where desired. The compres- 
sion cylinder A is jacketed, and the heat generated during com- 
pression removed as far as possible by a circulation of cold water. 

In operation the air which enters the compression cylinder 
A through the inlet valve (shown on the right-hand side) is 
first compressed up to the normal pressure existing in the 
condenser or cooler c, when the outlet valve lifts and admits 
of its being passed into the latter, wherein it is cooled and 
dried by contact with the water-cooled tubes. The valve 
regulating the admission of compressed air to the expansion 
cylinder b is so arranged that it will admit to the latter an amount 
of air equal to that which is being forced into the condenser or 
cooler c during the downward or compression stroke of the 
compressor piston, thus tending to maintain an equality ot 
pressure in the said condenser. The pistons are thus con- 
stantly moving in opposite directions, that of the expansion 
cylinder being, however, a quarter stroke in advance of that of 
the compressor. During the upward stroke of the expansion pis- 
ton, the inlet valve from the condenser or cooler c (shown on the 
left-hand side) remains closed, the expanding air performing a 
portion of the work of driving the machine ; whilst on the down 
stroke the outlet or exhaust valve (shown on the right-hand 
side) opens, so as to admit of the cooled air passing through the 
discharge pipe, by which it is led away, as above mentioned, to 
perform its cooling or refrigerating office where required. 

A form of cold-air machine was designed by Hargreaves and 
Inglis in 1878, wherein they dispensed with the use of separate 
compression and expansion cylinders, employing instead a 
single cylinder having two pistons connected by means of a 
trunk. The inlet and outlet valves, which were of the Corliss 
pattern, were arranged to be operated through suitable eccen- 
trics on the main shaft of the machine. 
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In Tuttle and Lugo's machine the Jiir is forced after com- 
pression through a set or series of tubes in a cylindrical or 
tubular chamber or vessel, which is cooled by a constant circu- 
lation of cold water, and through a similar set of tubes in a 
chamber or vessel, wherein the latter are surrounded by a 
volatile liquid. After leaving this second vessel it is allowed 
to expand into the refrigerator or ice-making tank, rising 
through some such volatile liquid as ether or bisulphide of 
carbon, which is placed in the bottom of the latter, and the 
said air and the vapour from the volatile liquid fill the interior 
of the refrigerating chamber surrounding the ice-cans or cases, 
and freeze or congeal the water therein. A bye-pass is also 
provided through which the compressed air can be conducted 
direct to the ice-making tank or refrigerator. 

Lugo and McPherson's apparatus comprises a blower, the 
air from which is forced through a cooler consisting of a 
chamber filled with some suitable porous material kept saturated 
with water. The cooled air is then passed into a compressor, 
the upper part of which is kept full of water, which serves to 
keep it cool and also to prevent leakage of the said air past 
the piston. From the compressor the air is led to a cooler, 
and from this to a compressed air reservoir or vessel, from 
which latter it is in turn admitted to, and allowed to expand 
in, the interior of a large ice-making tank or chamber, having 
non-conducting walls and rails for cars carrying the ice-cans or 
cases. The piston of the compressor is worked by La Hire's 
epicycloidal device. 

In 1880, Haslam (Sir Alfred Seale Haslam) brought out a 
cold-air machine of the type usually known as dry air refri- 
gerators, which comprises certain very important improvements 
on the Bell-Coleman type of machine, which have had the 
effect of rendering it one of, if not the most successful 
machines of this class hitherto designed. 

Figs. 46, 47, and 48 are perspective views illustrating three 
different cold-air machines of the Haslam type. 

That shown in Fig. 46 is of the horizontal pattern, and is 
made in sizes adapted to deliver from 20,000 to 30,000 ft. of 
air per hour. Compound duplicated horizontal machines of 
heavier build are, however, also constructed, in sizes adapted 
to deliver from 35,000 to 300,000 ft. of air per hour. The 
apparatus is driven by a compound condensing engine, and 
this, together with the air-compressing and expansion cylinders, 
and the requisite water-pumps, are all mounted upon a cast- 
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Fig. 48. 



iron bed frame, of box section, cored out to receive the air- 
cooler, engine, surface condenser, and air-pump. This com- 



tiiE coLf)-Aiii sYsrk^t. tit 

bination of the condenser casing with the refrigerator forms a 
foundation for the bed-plate of the steam-engine. The feed 
pumps are bolted on to the side of the bed, and are driven 
from an overhead rocking shaft, which likewise works the air- 
pump. Variable cut-off gear is fitted to both the steam cylin- 
der and the air-expansion cylinder, and the pistons of both 
the compressor and expansion cylinders are directly coupled 
to tail rods from the steam cylinder pistons. By locating the 
inlet and outlet valves in the cylinder-covers they are rendered 
very easy to get at for repairs and other purposes. The height 
of this machine is such as to admit of its being conveniently 
placed " between decks " of steamers. 

The patent diagonal pattern machine (Fig. 47) is made of 
smaller sizes, viz., to deliver from 10,000 to 12,000 cubic ft. 
of air per hour, and where a machine of still smaller capacity is 
required, one of the vertical pattern, such as that shown in 
Fig. 48, is preferably used, the latter machines being con- 
stiucted of sizes to deliver from 2,000 to 6,000 cubic ft. per 
hour. In the diagonal pattern machine the compound high 
and low pressure steam cylinders, and the air compressor 
cylinder, are placed on the top of the bed, the air expansion 
cylinder is located at the end, ami the water, air, and feed 
pumps are bolted to the side thereof. 

The bed is, as will be seen from the illustration, of massive 
box section, and is suitably cored out to receive the water- 
cooler tubes, the condenser tubes, and the patent drying pipes, 
and it likewise supports the main crank shaft bearings. The 
condenser tubes are fixed in position by means of screwed 
ferrules, and the air cooler tubes and drying pipes are secured 
in tube plates by expanding the ends in the usual manner. 
The several tube plates are provided with covers having 
ribs arranged for the proper circulation of air and water 
As will be seen, the machine is peculiarly compact and -self- 
contained, and the air-pump is arranged vertically, and is 
worked through a T bob from an eccentric on the crank 
shaft. 

The type of machine illustrated in Fig. 48 occupies but little 
floor-space, and its height allows of its location "between" 
decks of small steamers and yachts. The steam cylinder, air- 
compression cylinder, and expansion cylinder, are mounted 
vertically upon cast-iron standards, which latter are securely 
bolted to a cast-iron bed of hollow box section, supporting the 
Crank-shaft bearings and containing the air cooler, and the 
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water-pump is bolted to the base-plate and worked vertically 
from a crosshead-pin. 

The crank-shaft, valve-rods, and connecting-rods, are of 
mild forged steel, and the slides are of the open type, and 
easily accessible. A portion of one of the cast-iron standards 
is made loose so as to admit of the crank being readily removed 
when desired. 

The above machines all have double-acting cylinders. The 
compressors are either of the water injection type, or of the dry 
type and water jacketed, discharging into the surface coolers in 
the beds. When a compressor of the first, or water injection 
type is employed, the above-mentioned cooler is dispensed with, 
and a separate water tower is provided. After being cooled 
in the ordinary way by water, the temperature of the com- 
pressed air is still further reduced by passing it through an 
interchanger, wherein it is subjected to the cooling action ot 
either the spent cold air leaving the enclosed space or chamber 
where it has been used for cooling purposes, or else of the cold 
air as it passes out of the expansion cylinder. In the first 
instance separate boxes containing the drying pipes are pro- 
vided inside the said cold chamber, in the second case the 
device is fitted in the forepart of the bed of the machine ; the 
advantage derived from both these arrangements is that a 
further condensation and deposition of moisture are thereby 
effected. The exhaust valves of the expansion cylinder are 
separate from the admission valves, and they are so designed 
as to afford as few obstacles to the free passage of the air there- 
through as practicable. 

In the same year (1880) Lightfoot introduced an improved 
machine, wherein the expansion is performed in two stages. 
The advantage of this arrangement is that during the first stage 
of expansion the air can be made to deposit most of its mois- 
ture, after which the dry air is further expanded until it attains 
the required temperature and pressure. 

The operation of Lightfoot's machine is as follows:— The 
compressed air, which is partially cooled, and which when 
direct atmospheric air is employed is always in a condition of 
saturation corresponding to its temperature and pressure, is 
first passed into a small primary expansion cylinder, wherein 
it is expanded beneath a piston to a pressure that will give a 
final temperature of about 35*^. Fahr. By this means almost 
the whole of the vapour held in suspension in the air is con- 
densed, and in the form of mist is discharged, together with 
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the air, into a separator, upon the surfaces of which the said 
mist is deposited in the form of water, and, falling to the bot- 
tom, is drawn off. From this separator the dried air, which is 
still at a considerable pressure, is conducted to the second expan- 
sion cylinder, in which latter it is expanded down to the pres- 
sure of the atmosphere, and passed out cold and practically 
freed from moisture. 

The following table* gives the calculated relative amounts 
of vapour condensed and deposited in the various stages of 
cooling, with a machine on the Lightfoot system, capable of 
delivering 15,000 cubic ft. of cooled air per hour, an I dealing 
with air in a tropical climate, having an initial temperature of 
90° Fahr., and fully saturated with vapour : — 

Lbs. Per bour. Per cent. 

Total amount of vapour entering with the air . 45*36 1 00*00 

Deposited as water in the cooler . . .33*61 74' 10 

Deposited as water after first expansion . . 9*26 20*40 

Discharged as ice in cooled air . . . . 0*93 2*05 

43-80 

Balance, being residual vapour still existing 

in cooled air 1*56 3*45 

Fig. 49 is a vertical central section through the air compres- 
sion and expansion cylinders, and the valves of one of Light- 
foot's recent patterns of improved cold-air machines, which may 
be also classed amongst those which have afforded very satis- 
factory results, even when subjected to very severe tests, a is 
the compressor, which is of the double-acting type ; and b is 
the expansion cylinder, which is of the single-acting type. 

The cylinders a and b, which are arranged tandem style or 
fashion, and have a common piston-rod, are placed close to- 
gether, sufficient clearance being left, however, to permit of the 
inspection or examination of the pistons being conveniently 
effected. An advantage of this arrangement is that the coldest 
portion of the expansion cylinder is placed at a distance from 
the hottest end of the compressor. 

The air- valves are circular slides formed of phosphor bronze, 
and are operated by eccentrics in the ordinary manner. The 
advantages claimed for this type of valve are, that they admit 
of the parts being formed very short and direct, are perfectly 
noiseless in action, and allow of a high piston speed being 
used without any injurious results. They are said to have been 

♦ "Proceedings, Institution of ?.Iechanical Engineers," i88i. 
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found to work very satisfactorily, and to have given no trouble 




as regards wear, even \Alien in almost constant use for son:e 
years. 

The coolers consist of a pair of iron vessels fitted with sets 
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or clusters of solid drawn Muntz-metal tubes J of an inch 
external diameter. Through these tubes and the compressor 
jacket cold water is constantly circulated for cooling purposes 
in an opposite direction to that taken by the compressed air, 
by means of a force-pump driven off the crank shaft. Any 
water that may become deposited from the air by condensation 
in the coolers is blown off through suitable drain cocks. 

After passing through both the coolers the compressed air is 
reduced in temperature to within some 5° or 6° of the initial 
temperature of the cooling water; the amount of which latter 
that is required being usually from 30 to 40 gallons for every 
thousand cubic feet of cold air discharged, or some three to 
four times the weight of the air. From the second cooler the 
cooled compressed air is conducted to the expansion cylinder 
B, where it performs work upon the piston, and so returns some 
60 per cent, of the power that has been expended in its com- 
pression, and is then exhausted at a temperature of from — 70® 
to —90° Fahr., or 102° to 122° of frost. 

The steam-engine is either of the high-pressure or of the 
condensing type ; in the latter case the jet or surface condenser 
is placed below the cylinder, which is overhung from strong 
brackets on the bed-plate, and the air-pump is operated from 
a continuation of the piston-rod. It will be seen that this 
arrangement admits of a condensing engine being employed 
without occupying any additional space, or it allows of the 
engine being compounded by the addition of a second cylinder 
tandem fashion, in which case the condenser is preferably 
located below the high-pressure cylinder, and the air-pump is 
driven off a crank-pin in the fly-wheel. When a condensing 
engine is used, the cooling water, after performing its work 
in the coolers, is passed to the condenser. 

Fig. 50 is a side elevation partly in vertical central section, 
showing the air cylinders of a single-acting Lightfoot cold-air 
machine. 

Lightfoot machines of the vertical pattern, with the exception 
that the coolers are cast in one piece with the frame, do not 
differ in construction to any material degree from those of the 
horizontal type. 

Vertical machines adapted to be driven by belt gearing from 
any convenient source of power, where same is already avail- 
able, have been also designed by Lightfoot, Haslam, and 
others. 

Cold-air machines have been likewise designed, and are 
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manufactured by J. & E. Hall, Limited, Hick Hargreaves & Co., 
Stevenson & Co., Sturgeon, and numerous others : the remaining 
space at our disposal, however, will only permit of concluding 
the notice of cold-air machines by a brief description of the 
types made by those named. 

The Hall cold-air machine, when driven by a steam-engine, 
has three double-acting cylinders located side by side at the 
end of a suitable bed-plate, one of which is for steam, the 
second for compression, and the third for expansion of the air. 
The cylinders have the usual arrangement of moving parts, that 
for compressing the air being water-jacketed, and the connect- 
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ing-rods working on cranks on the same shaft. The valves for 
the compression and expansion cylinders consist of main and 
expansion slides operated from two weigh-bars. These valves 
were in some earlier types of machines situated on the under 
side of the cylinders, where thejr were very inconvenient to get 
at, but in those of later patterns, however, they are located on 
the top side of the cylinders, where they are more readily 
accessible. The coolers, which are placed below the bed-plate 
or frame, are arranged for surface cooling and are of the ordinary 
multitubular type. An interchanger was also sometimes provided, 
wherein the air that had done duty in the storage or cold chambers 
was utilised forfurtherreducingthetemperature of the compressed 
air. In recent machines, however, a patented form of centrifugal 
moisture separator is used for drying the compressed air. 
Hick Hargreaves* machine is of the double-acting horizontal 
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type, water being injected into the compressor at each stroke 
for cooling purposes. After compression it is passed through 
a series of receivers wherein the watery particles carried over 
are deposited, after which it flows into the expansion cylinder, 
in which it is expanded down to the pressure of the atmosphere. 
Corliss cut-off gear is fitted to the inlet valves of the expansion 
cylinder. A large snow-box is provided in the air-trunk, fitted 
with baffle or check plates for arresting the snow, which, as the 
air enters the expansion cylinder fully saturated with moisture 
for its temperature and pressure, becomes rapidly filled with 
snow, and requires to be frequently cleared out. 

Stevenson's cold-air machine is also of the horizontal pattern. 
The compression, expansion, and steam cylinders have their 
pistons coupled to a single crank-shaft. The compression and 
expansion cylinders are single-acting, and are arranged to face 
each other, their pistons being coupled by means of T-headed 
rods, which form vertical guide bars, between which slides a 
motion block driven by the crank-shaft, and thus imparts the 
requisite reciprocating motion. The steam-engine is either 
single-acting and of the trunk type, or it may be of the simple 
high-pressure, condensing, or compound type. 

Sturgeon's horizontal pattern machine is so constructed that 
the compressed air is delivered into a cooler formed of sets of 
tubes surrounded by a circulation of cooling water, whereby its 
temperature is partially reduced, and it is afterwards caused to 
pass through some absorbent material, such as charcoal, before 
admission into the expansion cylinder. 

The main objections to all cold-air machines are: — ^The neces- 
sity for using a lubricant in the compression cylinder, which 
results in the air having an unpleasant odour of burnt oil. The 
cold air is, as a rule, employed direct, in which case the tem- 
perature of the chamber refrigerated rises immediately in case 
any stoppage of the machine has to be made for repairs or other 
purposes, by reason of there being no reserve store of cold 
that can be utilised. They are very costly to maintain and 
manage, entailing a large outlay for coals or other fuel, lubri- 
cants, and wages, and also by reason of the lar^e quantities ot 
condensing and circulating water that they require. 

The counterbalancing advantages are: — First and chiefly, 
that no chemicals of any description are required, consequently 
their employment is not attended by constant dangers from 
possible explosions and fires, or loss of life through the acci- 
dental escape of deadly gases. Very low temperatures can be 
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rapidly obtained by their use. Their construction is compara- 
tively simple, and their application is easy. The entire machine 
is situated externally to the chamber or store being refrigerated, 
and every part thereof is consequently accessible at all 
times. 

A matter of the greatest importance where cold-air machines 
are concerned is to ascertain to what degree any water that may 
be present, either in the form of steam or mist, or of actual 
liquid, may affect the heating or cooling of air, and alter the 
working of a cold-air machine, besides the formation of snow 
and ice, which unavoidably results therefrom, and which is a 
most objectionable feature. 

On this head Mr. Lightfoot observes,* " The important fact 
to be noted in this investigation is, that air at constant pressure, 
having free access to water, will hold a different quantity of 
water in soKition or steam at each different temperature ; or 
conversely the temperature of the ^ deivpoinV for any body of 
air varies with each quantity of water held in solution by it. 
The hotter the air, the more water can be held without deposit- 
ing. (See table on p. 241.) 

" Thus, if air is highly heated by compression, and water is 
then admitted to it, in the form of spray or injection, it will 
take up much more water before becoming saturated than it 
could have held before it was thus heated. Again, if air under 
compression and saturated with vapour is allowed to expand, a 
large quantity of such vapour will condense and freeze into 
snow, thereby giving up a large quantity of heat to the air, 
which air is, in consequence, cooled less than it would have been 
had it been dry air to start with. This freezing is also a serious 
practical evil, from the deposition of ice about the valves and in 
the air passages, which necessitates frequent stoppages even in 
small machines. . . . 

" Various means have been devised for ridding the air more 
or less completely of its contained moisture by employing some 
chemical material, such as chloride of calcium or sulphuric acid, 
which is a powerful absorbent of water. But, in the Author's 
opinion, the use of such chemicals as are known to him is inad- 
missible, except perhaps for small machines, or for those work- 
ing under special conditions, because of the trouble which 
would be experienced in changing the material and evaporating 
off the water it has absorbed, so as to render it again fit for use." 

♦ "Proceedings, Institutiop of Mechanical Engineers," j88l. 
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In a subsequent paper* the following particulars are given 
by the same authority as the result of his very extensive 
experience in the working of machines of this class : — ** The 
amount of aqueous vapour present in the atmosphere varies 
from that required to produce saturation down to about 
one-fifth of that quantity. At any given temperature a 
volume of saturated air can contain only one definite amount 
of vapour in solution; and if from any cause additional 
moisture be present, it cannot exist as vapour, but appears 
as water in the form of fog or mist. The temperature of 
saturation, or dew point, varies according to the quantity of 
vapour in solution ; the smaller the quantity, the lower being 
the dew point. The capacity of air for holding moisture is also 
affected by pressure, a diminution in volume under constant 
temperature reducing this capacity in direct proportion. In ' 
the former paper reference was made to various means that 
had been devised for ridding the air more or less completely of 
its contained moisture, in order to obviate as much as possible 
the practical evils resulting from its condensation and freezing ; 
this being at the time considered one of the most important 
points in the construction of cold-air machinery. Since then, 
however, experience has demonstrated that these evils were 
much exaggerated, and that the condensation of the vapour 
and deposition of the moisture in the ordinary cooling process 
after compression, which is common to every cold-air machine, 
are amply sufficient to prevent any serious deposition of ice 
about the valves and in the air passages : provided, firstly, that 
these valves and passages are well proportioned ; and, secondly, 
that proper means are adopted for obtaining in the coolers a 
deposition of the condensed vapour, which would otherwise 
pass with the air into the expansion cylinder in the form of fog, 
and become converted into ice. Reference to the table (page 241) 
shows that, if the compressed air be thoroughly deprived of its 
mechanically suspended moisture, the amount of vapour enter- 
ing the expansion cylinder is extremely small. Another matter 
from which the mystery has now been dispelled is the meaning 
of the term * dry ' air, so much used by the makers of cold-air 
machinery; this being a point that was just touched upon 
towards the close of the discussion upon the previous paper. 
No doubt it is still to a great extent popularly supposed that, 
unless the air be subjected in the machine to some special dry- 
ing process, it will be delivered from the expansion cylinder in 

f "Proceedings, Institute of Mechaiiical Engineers," pp. 225, 226 ; 1886, 
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a moist or damp state, and in consequence be unfitted for use 
in the preservation of perishable food and for other purposes. 
But no such state could really exist ; for whether the air be 
specially ' dried ' or not, its humidity when delivered from the 
expansion cylinder is precisely the same, so long as its tem- 
perature and pressure remain the same, inasmuch as in practice 
it is always in a saturated condition for that pressure and tem- 
perature. The difference lies in the amount of ice formed, 
which of course is greater if ihe amount of moisture entering 
the expansion cylinder is greater; but this quantity, it has been 
already stated, may, in the author's opinion, be brought down 
within perfectly convenient limits by a proper construction of 
the cooling vessels. In his latest machines, therefore, all special 
drying apparatus has been dispensed with, the air being simply 
compressed, passed through a surface cooler, and expanded 
back to atmospheric pressure." 

In a paper * on " Refrigerating Machines," by Arthur 
Robert Gale, C.E., he makes the following observations on 
refrigerating machines of this type, pertinent to the point in 
question : — " One of the chief difficulties in cold-air machines 
is the presence of moisture held in suspension by the atmo- 
sphere; this applies especially to the open cycle machines. 
Moisture in the air occasions loss of efficiency in two ways. 
If the air enters the expansion cylinder in a saturated con- 
dition, when the air is cooled by expansion whilst performing 
work, a certain amount of vapour is condensed and thrown 
down — the point of saturating being dependent on the tem- 
perature. The vapour, in changing to the liquid state, gives 
its latent heat of vaporization to the air; and as the expansion 
of the air continues, and the temperature is still further dimin- 
ished, the liquid freezes and accumulates in the form of snow 
and ice in the valves and passages, giving up its heat of lique- 
faction to the air. Thus not only does the presence of moisture 
in the air produce mechanical difficulties, choking the air 
passages and impeding the action of the valves, but, for the 
same expenditure of energy, the cold air leaves the machine at a 
higher temperature than would have been the case if there had not 
been a superabundance of moisture in the air during expansion. 

" As the cold-air machine is the direct reverse of the heat- 
engine, so also its conditions of greatest efficiency differ from 
those of the latter. The maximum theoretical efficiency of a 
refrigerating machine may be expressed by the formula — 

* "Minutes of Proceedings, Tnst.C.E.," vol. cxviii., Session 1893-4, 
pp. 421, 422. 
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where E is the thermal equivalent of the work of compression, 
Ha denotes heat-units abstracted by the system, 
Tc denotes absolute temperature at which rejection of 

heat takes place, 
T denotes absolute temperature at which absorption of 
heat takes place. 
From the above it follows that — 

•f., in any refrigerating machine the greatest efficiency will be 
obtained with a small range of temperature ; the greater the 
range the smaller the efficiency will be, other conditions being 
equal ; also the efficiency is increased as the lowest limit of the 
range ot temperature is raised. Thus a machine working 
between the temperatures of 100° Fahr. and 0° would, other 
conditions being unaltered, be more efficient than when work- 
ing between 60° Fahr. and —40° Fahr. These remarks are 
applicable to any system of refrigeration, and are not peculiar 
to the cold-air machine." 

For some time it was very generally supposed that many 
kinds of provisions of a perishable nature were liable to receive 
damage from the snow held in suspension in the cold air from 
these machines, and it was this fear of injurious effects which 
prompted inventors to design those forms of special drying 
apparatus intended to remedy this defect, such as the Bell- 
Coleman interchanger wherein the air is dried by passing it 
through a series or set of coils situated in the chamber cooled 
by the machine ; of the improved form of the above designed 
by Haslam, wherein the interchanger is cooled either by the 
spent cold air on its leaving the chamber wherein it has been 
utilised, or by the cold air as it passes out of the expansion 
cylinder; the Lightfoot machine, wherein the expansion is 
performed in two stages; or of Hall's centrifugal moisture 
separator. Hence the term " dry-air refrigerator.'* 

This objection to the cold-air machine arose, however, from 
a fault the evil effects of which, it has now become evident, 
have been undoubtedly much exaggerated, as in practice no 
such damaging results to the contents of the stores or chambers 
are experienced as it was supposed and predicted would ensue, 
although of course the snow that is formed in the manner 
above described is an undeniably objectionable product. If a 
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cold-air machine be worked on the principle of exclusion of 
the aqueous vapour, after a few cycles of operations the air will 
have become dry, and will thenceforward work like a true gas. 

Owing to their compactness and simplicity, to the non- 
requirement of any chemicals, and to the great facility of appli- 
cation, cold-air machines are found to be very suitable for 
marine installations, and for this purpose they are extensively 
employed. They are also, however, in use to a considerable 
extent for refrigerating cold stores or chambers for the preser- 
vation of provisions of a perishable nature. 

An objection, however, to machines of the Bell-Coleman 
type, wherein the air is partially cooled during compression by 
the injection of cooling water into the compressor, is experi- 
enced at sea, by reason of the corroding action of the salt- 
water, in addition to the loss of efficiency common to all 
machines of this class. Considerable difficulty is also expe- 
rienced in tropical climates, where, with the cooling water at 
about 9o°Fahr., the moisture-laden air would be delivered into 
the cooling pipes at a temperature of 95° Fahr., or more, and the 
absolute pressure would be about 65 lbs. per sq. in. Now, as there 
is, as Mr. Lightfoot observes,* " precisely the same amount of 
dry cold air circulating outside the cooling tubes in a given 
time, as there is warm compressed air within, it follows that by 
whatever amount the temperature of the internal air is reduced, 
by an equal amount must that of the external air be raised. 
But, in addition, the internal air has vapour mixed with it, 
which, as the temperature falls, gives off heat, measured not 
only by the reduction in its sensible temperature, but by the 
latent heat of vaporisation ; and this heat also has to be taken 
up by the external air. It will be found that, assuming each 
pound of internal air, with its proportion of vapour, to be 
reduced to 42° Fahr., the pound of external cold air, which has 
to take up all the heat due to this reduction, will be raised in 
temperature by 84° Fahr." 

Instead of using the spent air for cooling purposes, the 
cold air from the expansion cylinder may be applied direct to 
the cooling apparatus; but in this case difficulty would be 
experienced from the deposited moisture inside the tubes 
actually feezing from the intense cold of the external air, a 
difficulty which, it appears, has often occurred with this ap- 
paratus. This, apart from the mere obstruction of the pipes, 
would involve a further sacrifice of cold, owing to the liberation 
of the heat of liquefaction. 

♦ "Proceedings, Institute of Mechi^nical Engineers,'' 1881. 



Giffard.* 


Haslam-t- Coleman.t 


27 


25l(2-cy.) 28 


22 


I9J » 21 


18 


36 24 


62 


72 632 



THE COLD- AIR SYSTEM. 1 43 

The following table gives the results of test experiments 
made with modified Giffard, Haslam, and Bell-Coleman ma- 
chines, and designed to deliver about 15,000 cubic ft. of cold air 
per hour, when running at a speed of 60 revolutions per minute:— 

Bell- 
Giffard.* Haslam.-t- C 

Diameter of compression cylinder, in ins. 

„ expansion ,, „ 

Stroke of each . . . . „ 
Revolutions per minute 
Air pressure m receiver (absolute), in lbs. per 

sq. in 65 64 61 

Temperature of air entering compression 

cylinder (containing vapour up to 88 per 

cent, of saturation) 52' F. ,, ^5i F. 

Temperature of air discharged from compres- 
sion cylinder 267" F, 

Temperature of compressed air admitted to 

expansion cylinder 70° F. 

Temperature of air after expansion . . — 82°F. — 85°F. — 52 ]f. 
Work done in compression cylinder, from 

diagram 43-i2h.p. 

"Work given off in expansion cylinder, from 

diagram 28*05 h.p. 

Difference in work done in compression 

cylinder, and work given off in expansion 

cylinder 1507 

Diameter of steam cylinders, in ins. . .12 
„ trunks in cylinders, in ins. . 10 

Stroke of trunks . . „ -15 

Initial steam pressure in cylinders (absolute) 

per sq. in 55 lbs. 

Work given off in steam cylinders, from 

diagram 24*6 h.p. 

Initial temperature of cooling water . . 57° F. 
Final „ ,, » . • I45' ^^' 

Quantity of cooling water passing per 

minute in lbs. 9*25 

"Work lost in heat taken off by cooling water 19 h.p. 
I. h.p. in compression cylinder . . .43*1 346*4 124*5 

„ in expansion cylinder . . . 28-0 176*2 58*5 

The proper management of cold-air machines is far simpler 
than that of those working on other principles, the exact treat- 
ment of each particular machine, however, varying of course 
somewhat with the make. In all machines, however, the parts 
most liable to give trouble are the valves, and these, as also the 
pistons and slide valves, should be periodically tested, and any 
defect promptly remedied. 

• " Proceedings, Institution of Mechanical Engineers," 188 1. 
t " Proceedings, Manchester Society of Engineers," 189A. 
X Professor Schroeter, ** Untersuchungen an Kaeltemaschieren verschie- 
dener Systeme," 1881. 



CHAPTER IX. 

Refrigeration. 

The class of machines described in the last chapter, viz., those 
wherein the abstraction of heat is effected by first compressing 
air and afterwards permitting it to expand, or cold-air machines, 
are, as already mentioned, somewhat extensively applied to the 
preservation of meat and other comestibles of a perishable 
nature. Those wherein the evaporation of a volatile liquid is 
employed to produce the cold are likewise in use to a con- 
siderable extent for this purpose, and it would be difficult to 
decide which type of apparatus is the best suited for a land 
installation, as favourable results are obtained from the use of 
both. Much can be said, however, in favour of cold-air ma- 
chines, in cases wherein the cost of fuel is not a matter of vital 
importance, and, as already mentioned, they possess certain 
qualities which seem to render them especially advantageous 
for marine installations. For breweries, chemical works, paraffin 
oil and other works, it is probable, on the other hand, that 
those machines operating to produce cold by the evaporation 
of a volatile liquid, especially ammonia machines, will be found 
the best. 

When a cold-air machine is employed for refrigeration, the 
cold air is, as a rule, admitted to the cold chamber or chill 
room through ducts placed near the ceiling, and after it has 
done its duty is conducted back again to the compressor, 
wherein, after being mixed with a sufficient amount of fresh air, 
it is again compressed. 

The most advantageous method of conveying the cold air 
from the machine to the chill room or cold store or chamber, 
is by means of wooden trunks or conduits discharging into the 
latter through an inlet situated at or near the ceiling at one ex- 
tremity thereof, the used or spent air being withdrawn through 
a similarly situated outlet and conduit at the other extremity. 
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All abrupt rises or falls or bends in the air trunks should be 
avoided, and their length should not be excessive, as the loss 
experienced through the rise in temperature of the air in the 
latter case would be very considerable. The extreme limit of 
distance to which it is advisable to convey the cold air through 
these conduits is 200 ft. 

When carcasses are to be congealed, the temperature of the 
freezing chamber or room should be maintained at about 10° 
Fahr. ; as has been already slated, however, the cold should 
on no account be applied too rapidly at starting, but gradually, 
so that the internal heat may be first sufficiently reduced, to 
avoid injury to that portion of the meat, before the outer 
surface becomes frozen. 

For after preservation of frozen meat it is sufficient to keep 
the atmosphere of the chamber or store down to a temperature 
of about 15° or 18° Fahr. ; it should not, however, be allowed 
to rise above 20° Fahr. 

According to Colonel B. H. Maitindale, C.B., R.E., the 
general manager of the London and St. Katherine Dock Com- 
pany, in 1886 they had 56 refrigerating chambers in two vaults, 
the smallest of which chambers had a cubic content of 2,273 ft., 
and the largest thereof of 9,280 ft., the total content of the 
said 56 chambers being something over 183,000 cubic ft. 
The carcasses of the sheep averaged in weight 56, 60, and 72 
lbs. each ; and the whole of the- chambers completely filled 
would contain about 59,000 sheep of the first weight, 56,000 
of the second, and 44,000 of the third ; in practice, however, a 
space or clearance had to be left for gangways, and for separa- 
ting different marks, for which a deduction had to be made 
from the total storage capacity, and taking the shipments as 
they chanced to arrive, the above space was equal to the stor- 
ing of the carcasses of about 44,000 sheep. 

The cold-air machines employed in connection with the 56 
chambers in question comprised four Haslam 60,000 cubic ft. 
machines, and three Hall 30,000 cubic ft, machines, supplied 
with steam from three multitubular boilers of the marine type, 
and four boilers of the locomotive type, the former having been 
found in practice to be the best. One of the Haslam 60,000 
cubic ft. machines, worked on 15 chambers, having a total 
capacity of 48,000 cubic ft, and capable of storing 11,000 
carcasses of sheep averaging in weight 72 lbs. each, but which 
storage capacity was reduced by gangways, &c., to between 
8,000 and 9,000. The engine was kept running twenty hours 

L 
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out of every twenty-four, the said stoppage including the time 
required for clearing the snow from the valves, snow boxes, and 
air-trunks. The average speed was 80 revolutions per minute, 
at an air pressure of 44 lbs. per square inch, giving a tempera- 
ture of — 70° in the snow boxes, and keeping the temperature 
of the chambers down to from 15° to 18° Fahr., which was 
found in practice to be about the best temperature to keep the 
meat at. Better results were obtained in proportion to the fuel 
consumed, by working at an air pressure of about 44 lbs. per 
square inch, instead of 50 lbs. and upwards ; not giving such a 
low temperature in the snow boxes, but about — 50° Fahr. 
instead of — 60° or — 70°, and delivering a larger volume of 
cold air into the chambers. The proportionate rise in tem- 
perature was then much less between the delivery from the 
expansion cylinder and the distant chambers. Twenty-four 
chambers, with a capacity of 90,000 cubic ft., were worked by 
two Haslam 60,000 cubic ft. machines, running at an average 
of 70 revolutions per minute, with an air pressure of 40 lbs. 
per square inch, the temperature in the snow box being — 55° 
Fahr. 

The temperature of the chamber next the machine could, as 
a rule, be kept at a sufficiently low temperature with but little 
opening of the delivery ports in the air-trunks, and almost 
without admitting air at all, as the mere passage of the said 
air-trunks through it kept it nearly cool enough. The greatest 
care was taken in regulating the delivery and return air-ports 
or apertures, gradually increasing the area of both in proportion 
to the increased distance from the machine; the greatest 
distance to which the cold air was conveyed being 180 ft. 

The practical result of the observations taken, which 
extended over some time, was that the rise of temperature in 
travelling was 1° Fahr. for every 18 or 20 ft. travelled; but this, 
of course, must not be taken for more than the result arrived 
at from general working under existing conditions. It was 
likewise found that from i to i i cubic ft. of cold air per hour 
would keep cool— say at 18° Fahr.— i cubic foot of storage 
at a distance not exceeding 180 ft, or say, at an average 
distance of 90 ft. from the machine. The first amount named, 
viz., I cubic foot of cold air per hour to each cubic foot of 
storage, was the result arrived at during temperate weather, 
and this, it is estimated, would most probably be amply suffi- 
cient were the chambers fully stored with carcasses, and left 
entirely undisturbed ; but as this is not possible in practice, an 
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allowance has to be made for the opening of doors for the 
purpose of deliveries and so on ; and the second amount, 
or i^ cubic ft. of air per hour for every cubic foot of storage 
that it was desired to keep down to, say, 18° Fahr. was found 
to be about correct for general practice. 

The coal consumption, he stated, was, for three machines, 
giving out nominally 120,000 cubic ft. of air (one 60,000 cubic 
ft. and two 30,000 cubic ft. machines), 4^ tons of coal in 
twenty hours ; and two 60,000 cubic ft. machines, working 
under practically similar conditions, had a like consumption. 
The coal used was ordinary Welsh coal, costing about i6s. 6d. 
per ton. 

When refrigerating machines wherein the cooling is effected 
by the evaporation of a volatile liquid are employed, the refri- 
geration can be conveniently effected in three ways, viz. : — 

First — by cooling a non-congealable salt brine, and then 
pumping it through a system of pipes, or of open troughs in 
the chambers. Secondly — by causing a current of air, generated 
by means of a fan or otherwise, to impinge against surfaces 
reduced to a low temperature by the expansion of the refri- 
gerating agent itself, or by an internal circulation of cooled 
brine, and conducting the said cold air to the refrigerating 
chambers. And thirdly — by expanding the gas direct through 
pipes placed in the said chambers. 

The main advantage claimed for the first of these plans is 
that it admits of the machine being stopped, and when an in- 
dependent brine pump is employed, the brine wherein a large 
reserve of cold is stored up, can be continued in circulation for 
a considerable time before any thawing from rise of tempera- 
ture and consequent dripping will take place from the pipes. 

Fig. 5 1 is a vertical section through the end of a refrigerating 
chamber as designed by the Pulsometer Engineering Com- 
pany, Limited, showing an arrangement of cooling pipes on 
the brine circulation system. The pipes are of galvanised 
wrought iron, which, being very much lighter and thinner than 
those formed of cast iron, ensure the maximum amount of head 
room, and thereby enable a considerable amount of space to 
be economised. 

The agent employed in the brine circulating system consists 
of a solution of chloride of sodium or common salt,* or of 
chloride of calcium,* chloride of magnesium, or any other 

* For proportions, &c., of these solutions, see p. 253. 
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suitable solution capable of standing very low temperatures 
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without congealing. To extract or absorb the he^t from the 



REFRIGERATION. 149 

brine, the simplest and best method is undoubtedly that most 
commonly employed, which consists in enclosing it in a tank 
of ample dimensions fitted with vertical coils of pipes, through 
which the chilled liquefied ether, ammonia, or other volatile 
refrigerating agent, circulates, vaporizes or gasifies, expands, 
and subsequently returns therefrom in the form of a gas or 
vapour to the compressor, in one system ; and in the other, in 
the form of a strong solution to the generator. In some 
instances expansion valves or cocks, such as one of those illus- 
trated in Figs. 32 to 35 (page 80), are fitted to the inlet ends 
of the said submerged coils. The brine, being thus deprived 
of a large portion of its heat, is then drawn away from this 
refrigerating or cooling tank or vessel by the brine circulating 
pump, and is forced through the system of cooling pipes in the 
refrigerating chamber or cold store. 

A plan of chilling and freezing by a circulation of cold brine 
on the wall system has been patented by Hall. In this 
arrangement the congealing or freezing room or chamber is 
fitted with parallel hollow or cellular walls constructed of steel 
or iron plates, and situated at short intervals apart. The 
carcasses to be chilled or frozen are hung in the spaces or 
passages left between these walls, which latter can be main- 
tained at a very low temperature by the cold brine circulating 
therethrough. An advantage possessed by this method is, that, 
owing to the extensive surfaces afforded by these hollow or 
cellular walls or plates, an intense cold can be rapidly produced, 
and the heat very expeditiously abstracted from the carcasses, 
which are thus quickly frozen or congealed. On this account, 
as the space taken up by the said hollow walls is so trifling as 
not to necessitate any increase in the dimensions of the freezing 
chamber for a given number of carcasses, the proportion 
usually allotted to the latter may be reduced, and a saving of 
labour and of depreciation through handling is also effected. 
The carcasses when frozen are at once removed to cold stores 
or chambers kept at a proper temperature for preserving the 
contents, by a circulation of brine through a system of pipes 
arranged near the ceiling ; or air, cooled in the machine-room, 
may be circulated therethrough for a like purpose. 

On the other hand, however, these hollow or cellular walls 
would seem to be open to the objections that they are far more 
difficult to maintain tight and free from leakage than a system 
of pipes, and, moreover, that the shallow space left between 
the walls is liable to become choked by any foreign matter in 
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the brine, and from deposits from the latter. The first of 
these objections renders this plan unsuitable for the direct 
expansion system. 

In order to facilitate and hasten the operation of chilling and 
freezing, and lessen the handling to which it is necessary to 
subject the carcasses, an arrangement for slowly traversing the 
latter through the freezing or congealing chamber or room has 
also been devised by the same inventor, wherein an endless 
chain provided with hooks at proper intervals for hanging the 
carcasses, and operated by suitable gearing, is provided. 

The open trough system has been already alluded to, and it 
is one of great simplicity, and is frequently used for the hog 
cooling rooms in bacon factories. Two, three, or other suit- 
able number of troughs are usually placed in line, vertically, 
one above the other, over each hook or hanging rail, and the 
flow of brine can be regulated by any well-known and con- 
venient means. A large surface of cold brine is in this system 
advantageously exposed for absorbing heat ; on the other hand, 
however, the open troughs have the disadvantage of taking up 
a very considerable amount of valuable space. 

The cooling pipes are arranged in the chilling, cooling, and 
curing rooms of bacon factories in a number of other different 
ways, the system having frequently to be specially adapted to 
the existing buildings. Sometimes the said pipes are placed in 
the form of coils in a separate chamber provided in the ceiling 
of the main room or chamber (as shown in Fig. 64, page 178), 
and air, admitted through suitable apertures from the room 
beneath, or by means of ventilators, and cooled by passing over 
the surface of these coils, is rapidly circulated through the said 
room. A somewhat similar arrangement of brine or cooling 
pipes is also often employed in beef and other meat rooms. 
The advantage of this plan is that it effectually prevents any 
dripping and moisture in the chill room. 

Another method of arranging the cooling pipes in a chill 
room is to provide coils on the sides thereof, or where the 
chamber is of considerable dimensions, in rows placed verti- 
cally at suitable intervals lengthways of the latter, the carcasses 
being suspended by hooks in the usual manner from meat or 
hanging rails, situated overhead, between the said coils. 

When the refrigerating pipes are placed directly in the cold 
store, suitable drip trays (as shown in Fig. 62) can be provided 
if required, to catch any water falling from the said pipes, upon 
the exterior surfaces of which the moisture present in the 
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atmosphere of the room becomes condensed, either in the 
form of water or of hoar frost. 

One advantage of the second system, or that wherein the 
refrigeration is effected by expanding the gas or vapour direct 
through the system of refrigerating pipes in the stores or 
chambers, is that a more economical and rapid cooling is eflfected 
than with the brine circulation; another is the simplification ot 
the apparatus and the reduction in the first cost thereof. To 
counterbalance which advantages, however, there is the danger 
to human life, of damage to the contents of the refrigerating 
chambers, and of fire, should any leakage of the gas or vapour 
from the cooling pipes take place, and also the impossibility of 
shutting down the machine even for a few minutes without the 
said pipes commencing to drip. 

So far, however, as ammonia is concerned, the fears of any 
deterioration in the quality of fresh meat, which is being frozen 
or preserved, resulting from any accidental leakage of the 
pipes, would seem to be totally groundless, judging from the 
results of recent practice, and the opinions of experts. 

On this head the following extract from an article published 
in the Scientific American^ in 1889, is of interest : — 

" Some years ago Dr. B. W. Richardson, in a communication 
to the Medical Society, called attention to the antiputrescent 
properties of ammonia, and showed that blood, milk, and other 
alterable liquids could be preserved for a long time by adding 
to them certain quantities of solution of ammonia ; and solid 
substances, such as flesh, by keeping them in closed vessels 
filled with ammonia gas. Some doubts that would appear to 
have been raised as to the results reported, on the ground that 
ammonia was itself a product of decomposition, induced Dr. 
Gottbrecht, of the University of Greifswald, to repeat the 
experiments with the result of practically confirming all Dr. 
Richardson's statements. After some preliminary experiments, 
in which animal matter placed in 5 per cent, of ammonia 
solution was found free from putrescence after nearly two years, 
ammonium carbonate was used in place of the free alkali for 
the sake of convenience. The first experiment made with the 
washed intestines of freshly killed pigs, showed the power of 
ammonium carbonate to retard putrefaction to be directly 
dependent upon the concentration of the solution, a i per 
cent, solution retarding it until the third day, a 10 per cent, 
solution until about the sixtieth day. When added to gelatine 
in which putrefaction had already been set up by inoculation. 
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it was found that a 5 per cent, solution so modified the 
conditions that the putrescence ceased, and a 2 J per cent, 
solution inhibited the development of bacteria, so that the 
liquefaction of the gelatine was practically stopped. Other 
expeiiments showed that in an atmosphere impregnated with 
ammonium carbonate meat could be kept for six months, and 
at the end of that time remain nearly unaltered." 

When chambers are refrigerated on the direct expansion 
system it is nevertheless essential that the system of pipes em- 




Fig. 52. 



ployed, which can be arranged on any ol the plans for. brine 
circulation that have been already mentioned, should be such 
as to reduce as far as practicable to a minimum the chance of 
leakage taking place at the joints, cocks, valves, &c., as 
independently altogether of any possible damage to the 
contents of the stores or chambers, it is highly desirable for 
economical reasons, that as little as possible of the ammonia 
be lost. The Pontifex joint for ammonia has been already 
briefly described when dealing with his patent of 1887. 
Amongst the numerous other special joints mention may be 
made of those of De La Vergnc and Kilbourn. 
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Figs. 52 and 53 illustrate, in perspective and vertical central 
section, the De I^a Vergne patent pipe joint. To ensure a 
tight joint to withstand high pressure the flanges are connected 
to the pipes both by screw threads and solder, the latter being 
run into the annular recesses or clearances shown above the 
threaded portions, the surfaces of which are well tinned. 




Fig. 53. 



The joint between the flanges is formed by an annular pro- 
jection upon the one fitting into a corresponding groove 
formed in the other, which, when the nuts are screwed up upon 
the bolts for connecting the said flanges, is pressed home and 
bears upon a suitable packing ring inserted into the bottom of 
the said corresponding groove or recess, and thus forms a 
perfectly gas-tight joint. Similar screwed and soldered joints 
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are likewise employed wherever it is necessary to use a return 
bend, elbow, tee, cross, or other connecting piece. The 
fittings are either made of malleable iron or steel. 

The result of covering the thread of the pipe with solder, and 
running the latter into the above-mentioned annular recess or 
clearance, and thus forming a compound screwed and soldered 
joint, is, that what is otherwise the weakest part of a length of 
piping becomes the strongest. It is stated by the inventors 
that it has been invariably found that when the usually applied 
test of 1,000 lbs. hydrostatic pressure to the square inch is 
overrun, the pipe rips open before the joint gives out. 

Fig. 54 is a vertical central section illustrating Kilbourn's 




Fig. 54- 



patent joint, which is especially intended for use where it is 
necessary to set tubes or pipes in places where an expander 
cannot be used, or where sweating or soldering is requisite to 
make a perfect gas-tight joint adapted to withstand very high 
pressures. As will be seen from the illustration the extremity 
of the pipe is flanged and secured in a recess in the plate by 
means of a nut or collar, after which solder is run round it. 
Where the plate is of insutficient thickness to allow for a 
depression being left for the said solder a rib is formed thereon, 
as shown. In this manner the inventor claims that the pipe or 
tube can be so secured to a tube plate or its equivalent that it 
will be perfectly firm and rigid, and that the solder will retain 
its hold against all ordinary or usual contingencies, whilst at 
the same time forming a perfectly gas-tight joint. In Fig. 55 
is shown KiIbourn*s patent coupling for connecting together 
different lengths of pipes, or forming joints between the latter 
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and their connections, where fluid-tight joints to withstand very 
high pressures are demanded. The usual internally screw- 
threaded socket is chamfered or bevelled at its extremities, and 
caps having internally chamfered shoulders and boreJ to fit 
over the pipes, and over the 
said socket, are forced against 
the latter by means of back- 
nuts, so as to compress the 
packing rings or jointing ma- 
terials, placed between the 
chamfers on the socket and 
caps, as shown, and thus form 
a perfectly gas or fluid-tight 
joint. 

The De La Vergne patent 
improved form of stop-cock for 
ammonia gas is illustrated in 
Figs.56and 5 7, which show ver- 
tical central sections through 
the shells or casings of a 2 J- in. 
and a i-in. cock, the plugs 
being left in elevation. 

As will be seen from the 
drawings, the square for operat- 
ing the plug is, contrary to the 
usual custom, placed at the 
small end thereof, the latter 
being pressed to its seat by a 
spiral spring inserted between 
its large end and a cap bolted 
up to the shell or casing, and 
having an annular projection 
adapted to engage in a corres- 
ponding groove formed in the 
latter, and wherein is provided 
a lead or other washer. Similar 
means for forming a gas-tight 
joint are provided at the small 

end of the said plug, and in this manner the escape of any fluid 
into the chamber that might chance to pass the plug, is pre- 
vented. The even and constant pressure of the spiral spring 
maintains the plug always on its seat, and prevents any grit or 
other impurities from getting between the surfaces and cutting 




Fig. 55. 
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or abraiding them. The shell of the small-sized cock or valve 
(Fig. 57) is of slightly modified form. 

The Kilbourn patent stop-cock is provided with a cone, 
gland, nut, or sleeve, and collar, so constructed and combined 
that by turning the gland nut in the one direction the cone will 
be forced into and held in its seating, whilst on the other hand 




Fig. 56. 

by turning it in the other, or opposite direction, the said cone 
will be started from its seating. 

Fig. 58 is a perspective view of a disc or gill which is formed in 
halves, one of which is shown removed in Fig. 59. The two 
halves or parts of the disc are adapted to be secured together 
upon the pipe by means of iron clips which press them against 
the said pipe. These discs are fixed at regular intervals upon 
the cooling or refrigerating pipes in the cold stores or chambers, 
after they are all put up, and, according to the inventors, their 
effect is to increase the cooling surface to such an extent that 
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only one foot of pipe is found requisite where four would be 
necessary without them. 

Ammonia, both in a liquid and gaseous condition, has no 
chemical effect whatever upon iron, consequently the cooling 
pipes require no protection except upon the exterior, which 
should receive a coat of paint every year to prevent them from 
rusting. 

So long, however, as the pipes are coated with snow or ice 
no corrosion will take place, even externally, as they are 
thoroughly protected thereby from the oxidizing effect of the 
atmosphere ; when, however, they are subjected to alternate 
freezing and thawing, as is usually the case during actual work, 




Fi?. 57. : 

when the chambers or stores are alternately in and out of use, 
they must be protected as above mentioned. 

There is not the least doubt but that the direct expansion 
system is, as has been before mentioned, more economical 
than the brine circulation system. This will be obvious when 
it is remembered that every transmission of heat must of 
necessity entail a loss of efficiency. A far higher evaporating 
pressure can be maintained in direct pipes than in evaporating 
coils in a brine tank, whilst at the same time they have still 
within them a far lower temperature than in the latter. The 
result of this is that, in the compression system, the gas is 
sucked into the compressor at a greater back pressure when 
direct expansion is employed, and a far larger amount of 
efficiency is obtained. The cold, moreover, being produced 
exactly where it is required, there is practically no waste. 
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In tbe brine system, on the other hand, the laige refrigerating 
or cooling tank is exposed to the atmosphere, and even when 
insulated as perfectly as possible, a considerable amount of 
heat is miavoidably absorbed, whidi is, of coarse, a total loss ; 




Fig. 58. 

considerable fuel consumption is moreover required in the 
l)rine circulation system, for the power consumed in pumping 
the large quantities of brine through the system of pipes in 
the lefrigerating chambers or cold stores, which pipes some- 
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times run to many thousands of feet in length, thus giving rise 
to a large amount of friction ; and besides, after being in use 
for some time, ihey become internally coated with rust, and 
with a slimy deposit, which not only produces a considerable 
increase in the amount of the said friction to be overcome in 
driving the brine through 
them, but furthermore 
forms a sort of non-con- 
ducting coating, and les- 
sens, to an appreciable 
extent, the heat-absorbing 
qualities of the system. 
Altogether it is not im- 
probable that the entire 
loss through the. addi- 
tional consumption of fuel 
entailed from all the above 
causes does not, in many 
instances, fall far below 25 
per cent, of the entiie 
amount. 

At the Southampton 
Docks four cold stores or 
chambers, having a joint 
capacity of 47,000 cubic 
ft., are refrigerated on the 
direct expansion system 
by a 6 in. by 1 2 in . double- 
acting De La Vergne ma- 
chine, having two com- 
pressors driven by a 10 
horse-power gas-engine. 
The proper insulation of 
the stores or chambers 
has been very carefully 
attended to, and a few 
hours' working out of 
every twenty-four is stated 
to maintain the temperatures sufficiently .0 v. 

Apparatus is also in use which is so arranged that the 
refrigerating coils or pipes are placed in a separate com- 
partment connected with the refrigerating chambers or cold 
stores, and air, having been cooled in the first, is passed 
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into the latter, the circulation being kept up by means of a 
fan or blower. The refrigerated air is sometimes first washed 
and freed from snow by passing it through a shower of cold 
brine. This arrangement is possessed of one of the advan- 
tages derived from the use of cold-air machines, viz., that 
every part of the apparatus is situated externally to the 
refrigerating chamber or cold store, and consequently acces- 
sible at all times. Dripping from the refrigerating pipes when 
the machine is stopped for a short time, and the temperature 
of the said chamber or store rises slightly, is also avoided. 

On the other hand, however, there is a considerable loss 
by reason of the absorption of heat by the cold air on its 
way from one chamber to the other ; an increased consumption 
of fuel, owing to the power required to work the fan or 
blower for keeping up the air circulation ; and finally the 
loss of valuable space taken up by the chamber required for 
the purpose of cooling the air. 

The plan wherein air, refrigerated by contact with brine- 
cooled surfaces, is passed into the chambers or stores, is 
evidently still more costly, inasmuch as there are not only the 
losses entailed from the above-mentioned sources, but, further- 
more, that caused by another transmission of heat. 



CHAPTER X. 

Construction and Arrangement of Rooms and 
Cold Stores and Chambers for Freezing and 
Preserving Provisions, 

The knowledge of the conservative action of cold upon 
organic substances is probably as old as the existence of human 
beings, and has been constantly utilised to preserve froth 
putrefaction various alimentary substances. 

Attempts were primarily frequently made to produce a refri- 
gerated atmosphere by means of ice, but the results obtained 
were far from satisfactory, the atmosphere of the stores or 
chambers so cooled being more or less saturated with moisture 
from the melting ice, and the meat preserved therein assuming 
a musty and disagreeable flavour. The possibility, however, of 
successfully keeping meat in artificially cooled stores or cham- 
bers dates only from the invention of Charles Tellier's machine 
and brine circulating system in 1873, by which he was enabled 
to create a cold dry atmosphere, wherein organic substances 
could be maintained constantly at that temperature which is 
found to be preservative. It is therefore an art of comparatively 
modern origin. 

For the presentation ot meat the machines in most general 
use are those working upon the ammonia compression, or upon 
the absorption system, and cold-air machines. Ether machines, 
however, are also used, though to a less extent, and they have 
the advantage over ammonia machines, of a low working 
pressure in the condenser, which, as already mentioned, is found 
to be very advantageous in hot climates. 

In freezing carcasses for transportation, the cold is best 
applied gradually at first, so as to ensure an even freezing 
throughout, and prevent damage to the inner portions of the 
meat, by the freezing of the external surfaces thereof before the 
internal heat is sufficiently lowered. When frozen or congealed 

M 
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a temperature of at least as low as i8° Fahr. should be main- 
tained. For cooling ships' holds, cold stores or chambers, and 
other similar purposes, temperatures varying from 15° to 55° 
Fahr. are required, in accordance with the material being 
dealt with, an even temperature in every part being abso- 
lutely necessary. When freezing carcasses they must be 
hung at such distances apart as to admit of a ready circu- 
lation of the cold air round them taking place ; for storage for 
transportation, however, it is recommended to pack them as 
tightly together as possible, provided no injury through bruising 
be caused, and that a sufficient clearance or free space be left 
for the circulation of the cold air between the said carcasses 
and the inner lining of the storage chamber. The temperature 
of cold land stores or chambers for storing and preserving un- 
frozen meat need not be lower than 25° Fahr., but should not 
rise above 30° Fahr. When the meat is frozen, however, as it 
must be when it has to be kept for any length of time, it may 
advantageously be maintained at as low a temperature as 15"^ 
Fahr. 

The arrangement of the cooling pipes in cold stores for pre- 
serving provisions of a perishable nature requiring to be kept 
at various temperatures between 25° and 45** Fahr., in accor- 
dance with the description of the said provisions ; or of those 
in chambers for freezing or congealing meat and keeping it 
frozen, which require to be maintained at temperatures of 
between 10° and 18° Fahr., according to the work demanded, 
only differ from other installations in the particular disposition 
and number of the said pipes, the chambers intended for the 
latter purpose being, of course, fitted with the greatest number. 

When the direct expansion system is in use the pipes should 
invariably be of wrought iron, and even where the brine circu- 
lating system is employed they should preferably also be of the 
latter material in the case of freezing-chambers, as the heat 
from the said chambers passes more readily through the thinner 
walls of the smaller wrought-iron pipes. Besides which there 
is, as has been already mentioned elsewhere, a considerable 
saving of space. 

The atmosphere of cold stores in some instances should be 
kept as dry as practicable ; whilst in others a certain amount 
of moisture is desirable, as, for instance, when used for preserv- 
ing fish which are injured by the air being too dry. For 
preserving meat for comparatively short periods the best tem- 
perature is from 30° to 40° Fahr., as most descriptions are 
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injured to a greater or less extent if permitted to freeze, by 
the bursting of the vesicles of which flesh is composed. When, 
however, it is required to be preserved for a longer period than, 
say, three weeks it is absolutely essential that the meat should 
be frozen, otherwise a slight decomposition will take place, and 
it will become greatly deteriorated. 

The efficient insulation of a freezing room or of a cold store, 
or refrigerating chamber, is a matter of very great importance 
from an economical point of view. This will be apparent 
when it is remembered that when once the contents of the 
said cold store or chamber are reduced to the requisite tem- 
perature, the entire work required of the refrigerating machine 
will be only that which is necessary to neutralise the heat that 
passes through the walls, floor, and ceiling thereof, from the 
exterior. Consequently, the more perfect the insulation, the 
less the machine will be called upon to work, and naturally in 
a corresponding ratio also will be the saving effected in fuel, 
wear and tear of the working parts, and in attendance. 

The means adopted for insulation consist in lining the room, 
or, in the case of a marine installation, the hold of the vessel, 
with some material forming a very bad conductor of heat. 
The exact method of carrying this out, as also the nature of 
the non-conducting material employed, must necessarily be 
considerably varied according to the circumstances of each 
particular case. 

Mr. Lightfoot recommends as a fairly good protection an 
outer and an inner layer of tongued and grooved boards, i in. 
or li^ in. thick, with a 9 in. space or clearance between them 
filled with charcoal, or in some cases preferably with silicate 
cotton or slag wool. 

In France and Germany cork is used with marked success 
as a non-conductor, and it is evidently a substance exceedingly 
suitable for the purpose in question, being a material very 
impervious to heat, and capable of withstanding moisture. 
Either ordinary cork cut into thin slices, or refuse or waste 
cork, from other industries, thoroughly ground up or dis- 
integrated into a coarse powder, is employed, the former being 
the best but the most expensive. 

Various other substances such as asbestos, cotton-wool, 
sheep's-wool, pine-wood, loam, gas works breeze, coal ashes, 
sawdust, hair felt, lamp black, mica, paper, fine cinders, pitch, 
&c., are likewise employed for purposes of insulation. A 
number of diflerent compositions have also been tested and 
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used as heat insulators, amongst which may be mentioned the fol- 
lowing : — Composition of fossil meal, composed of 60 per cent, 
of washed white German kieselguhr, and 40 per cent, of binding 
material ; composition of kieselguhr from German mines, with 
10 per cent, of binding matter, such as fibre, and mucilaginous 
extract of vegetable ; cement composed of blue clay mixed 
with flax ; jute, and woollen waste, or cow's hair, in equal pro- 
portions ; fibrous composition of fine blue clay mixed with flax, 
hemp, rope, jute, cow-hair, and woollen waste ; and a papier- 
mach^ composition composed of paper-pulp mixed with clay 
and carbon, together with hair and fragments of hemp-rope. 

In choosing a substance other considerations besides its 
good insulating powers must be taken into consideration, such, 
for instance, as its capacity for withstanding moisture. This 
latter quality is of the utmost importance, inasmuch as at 
very low temperatures moisture from the air is very readily 
absorbed by many substances, and fermentation, rotting, and 
decay will result therefrom. It is for this reason that cork 
forms so desirable a material for insulating purposes, although 
surpassed in non-conductibility by some others. For a like 
reason pitch, or some form of enamel composed of bitumen 
and other ingredients, are found to be very valuable. Lamp- 
black is claimed to be a very good material for insulating pur- 
poses in railway and other portable refrigerating chambers, 
by reason of its lightness and elasticity, and more particularly 
on accoimt of its non-liability to pack from jolting, and com- 
plete in perviousness to moisture. This material is the one 
employe- I by Henry Carr Godell, in his patent (1884) mov- 
able refrigerating chamber. When it is desirable to increase 
the elasticity and reduce the cost, he sometimes uses a mix- 
ture of either short fibre or scales of m.ica. 

Whatever the filling material that may be employed for 
insulating purposes, however, it should always be borne in 
mind that the more air that is enclosed with it between the 
walls or skins the better, for it is a well-known fact that the 
best non-conductor of heat is dry air, the units of heat trans- 
mitted per square foot per hour, through a layer of confined 
air of I in. in thickness, being about '29. 

The following materials and dimensions have been recom- 
mended for walls of cold chambers : — 

14 in. brick wall, 3A in. air space, 9 in. brick wall, i in. 
layer of cement, i in. layer of pitch, 2 in. by 3 in. studding, 
layer of tar paper, i in. tongued and grooved boarding, 



ARRANGEMENT OF ROOMS AND COLD STORES. 1 65 



2 in. by 4 in. studding, i in. tonguedand grooved board, layer 
of tar paper, and, finally, i in. tongued and grooved board- 
ing, the total thickness of these layers or skins being 3 ft. 3 ins. 

36 in. brick wall, i in. layer of pitch, i in. sheathing, 4 in. air 
space, 2 in. by 4 in. studding, i in. sheathing, 3 in. layer of 
mineral or slag wool, 2 in. by 4 in. studding, and, finally, i in. 
sheathing ; total thickness, 4 ft. 7 in. 

14 in. brick wall, 4 in. pitch and ashes, 4 in. brick wall, 4 in. 
air space, 14 in. brick wall ; total thickness, 3 ft. 4 in. 

14 in. brick wall, 6 in. air space, double thickness of i in. 
tongued and grooved boards, with a layer of waterproof paper 
between them, 2 in. layer of the best quality hair felt, second 
double thickness of i in. tongued and grooved boards, with a 
similar layer of paper between them ; total thickness, 2 ft. 2 in. 

14 in. brick wall, 8 in. layer of sawdust, double thickness of 
I in. tongued and grooved boards, with a layer of tarred water- 
proof paper between them, 2 in. layer of hair felt, second 
double thickness of i in. tongued and grooved boards, with a 
similar layer of paper between them, total thickness, 2 ft. 4 J in. 

See also pages 172, 177, 182, and 183 for further plans for 
the insulation of cold stores or chambers. 

The following table, from experiments by Peclet, gives the 
amount of heat in units transmitted per square foot per hour, 
through various substances, in plates or layers of i in. in 
thickness, many of which are suitable for insulating cold-air or 
refrigerating chambers. The experiments were made by 
heating one side of the plates or layers by means of hot water, 
and cooling the other side by cold water, the difference 
between the temperature of the two faces being 1° Fahr. 
The materials are arranged in consecutive order, confmencing 
at the worst non-conductors, or best conductors of heat. 





Units of 




Units of 


Materials. 


heat trans- 


Materials. 


heat trans- 




mitted. 




mitted. 


Gold .... 


625 


Stone .... 


1-6 


Platinum 






606 


Glass .... 


Silver . 






595 


Terra-cotta . 


4-8 


Copper 






520 


Brickwork . 


4-8 


Iron . 






230 


Plaster 


3-8 


Zinc . 






225 
178 


Sand .... 


2-17 


Tin . 






Oak, against the grain 




Lead . 






"3 


or fibre . 


>7 


Marbl? i 


1 


t • 


24 
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Units of 




Units of 


Materials. 


heat trans- 


Materials. 


heat trans- 




mitted. 




mitted. 


Walnut, with the grain 


1 


Charcoal (wood) in pow- 




or fibre . 


1*4 


der . . . . 


•63 


Fir, with the grain or 




Straw, chopped . 
Coal, powder sifted 
Wood ashes 


•50 


fibre 


1*37 ' 


•54 


Guttapercha 


1-37 


•53 


India-rubber 


1-36 


Mahogany dust . 


•52 


Brickdust, sifted . 


1-33 


Canvas, hempen new . 


•41 


Coke, in powder . 


1 1-29 


Calico, new . 


•40 


Iron filings . 


1-26 


Writing paper, white . 


•34 


Cork . . . . 


1 1-15 


Cotton and sheep's wool 


'i^ 


Chalk, in powder 


1 -86 


Eiderdown . 


•31 






Blotting paper, grey . 


•26 



The quantity of heat in units, transmitted through one 
square foot of plate per hour, may be found thus : subtract 
the temperature of the cooler side from that of the hotter 
side of the plate, then multiply the result by the number in 
the preceding table corresponding to the material used, 
and divide the product by the thickness of plate. Thus an 
iron plate 2 in. thick, having a temperature of 60° on 
one side and 80° on the other, will transmit 80 — 60 = 
20 X 230 = 2,300 units of heat per square foot per hour.* 
2 

A series of five experiments t on radiation at low temperatures 
were conducted by Raoul Pictet on the rate of heating of a body 
cooled to —170° Cent. ( —338° Fahr.), the surrounding atmo- 
sphere being at a temperature of + 11" Cent. (+ 51*8° Fahr.). 

The refrigerators employed were cooled by a mixture of 
sulphur dioxide and carbon dioxide (Pictet's special liquid), 
or by liquid nitrous oxide, their thermal capacity being con- 
sidered in every case. In the first experiment the surface of 
the refrigerator was uncovered ; in the second it was encased 
in a sufficient covering of cotton waste to prevent the formation 
of hoar frost on the metal ; whilst in the third, fourth, and fifth 
series protecting layers of 10, 25, and 50 centimetres in thick- 
ness were employed. 

The results showed that at extremely cold temperatures be- 

* Hutton. ** Works Managers' Handbook." Crosby Lockwood & Son. 
t " Comptes Rendus de I'Acad^mie des Sciences," Paris, vol. cxix., 
p. 1202 : 1894. 
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tween -170° Cent. (-338° Fahr.) and -100° Cent. ( — 212° 
Fahr.) a thick layer of cotton afforded but a slight protection. 
It was only between the temperatures of — 20° Cent. ( — 68° 
Fahr.) and + 10° Cent. (+ 50° Fahr.) that the effect of the 
protecting layers became proportional to their thickness. 

In the opinion of Mr. Pictet, bad conductors of heat are 
capable of absorbing, with considerable efficiency, the radiations 
from bodies at temperatures between -—60° Cent. (—140° 
Fahr.), and + 11° Cent. ( + 51*8° Fahr.), but are ineffective as 
regards calorific vibrations at temperatures below — 60° Cent. 
( — 140° Fahr.). With other non-conducting substances, such as 
silk, wool, sawdust, cork, charcoal powder, and peat, the results 
were identical, and, as a rule, bad conductors appeared to be 
freely permeable to heat at low temperatures between — 100** 
Cent. ( - 212° Fahr.), and —170° Cent. ( -338° Fahr.). 

The table on the next page gives the results of tests* under- 
taken by Professor Andrew Jamieson,M.Inst.C.E., for the pur- 
pose of determining the relative and absolute thermal conduc- 
tivities of substances used as lagging for steam-boilers, for parts 
of steam-engines, and for refrigerating machines. The method 
adopted was to observe the fall of temperature in a known 
weight of hot water contained in a vessel coated on all sides 
with a certain thickness of the material under examination, the 
outer surface of which was maintained at a constant temperature 
by the continuous flow of cold water through a water-jacket. 

The apparatus consisted of three cylindrical tin cases, the 
innermost of which was fitted with a water-tight lid having a 
central funnel through which the hot water was inserted. The 
space or clearance of i in. left between the first or innermost 
vessel, and the second vessel, contained the non-conducting 
material under test ; and the space between the second and 
third vessel formed the water-jacket. Thermometers were 
placed in the hot-water chamber and water-jacket,- and an 
arrangement for stirring the water in the said hot-water chamber 
in the innermost vessel was likewise provided. Each specimen of 
non-conducting material was placed upon a separate inner case, 
each of the latter being covered to a uniform thickness of i in. in 
the manner in which the said material would be employed in 
actual practice. The non-conducting composition was applied 
in layers, carefully dried in succession, so as to ensure the dry- 
ness necessary to the accuracy of the tests being obtained. 

* " Minutes of Proceedings, Institution of Civil Engineers," vol. cxxi., 
Session 1894-95, pp. 291, 292, 293, 294, 295. _; 
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The covered tin cases were tested as follows : — lo lbs. of 
boiling water was poured through a funnel into the hot-water 
chamber. Cold water was then . allowed to flow uniformly 
from the main water-pipe, and to circulate freely through the 
cold-water chamber. During no test was the temperature in 
this chamber observed to rise as much as i° Cent. The outer 
surface was, therefore, kept at a constant temperature through-, 
out each test. In order to prevent the temperature of the hot 
water from falling too quickly at first, and to bring the non- 
conductor and the whole apparatus to a condition of constant 
temperature or heat equilibrium, steam at atmospheric pressure 
generated in a Florence-flask, was first passed into the inner 
vessel by means of a glass tube led into it through the funnel. 
The steam-pipe was then removed, and a paraffined cork fitted 
tightly into its position. The first reading was always taken 
when the temperature of the hot water had just fallen to 94* 
Cent. (201 '2° Fahr.). The water in inner chamber was stirred 
by a perforated piston prior to the readings of the thermo- 
meters in the two chambers, which were taken simultaneously, 
being noted. Successive readings of both thermometers were 
taken in the same way, and recorded every ten minutes. 

Results of the Tests. 
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Name of Material. 
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lbs. oz. 


Deg. Cent. 






Dry air • • . . 


— 


6-0 


a-0000558 
0-0002689 


I -00 


Fossil meal composition . 


7 2 


21-5 


4-82 


Cement with hair felt* . 


5 IS 


300 


0-0003613 


6-47 


Silicate cotton,t or slag 










wool .... 


— 


29*0 


0-0003875 


6*95 


KieselgTihrt composition 


7 13 


29-0 


0-0004336 


7-77 


Papier machfi composition} 


7 6 


35-5 


0-0004424 


7-93 


hemp, cow-hair, and clay) 










9 9 


34-5 


0-0004550 


7-98 


Papier mach€ composition|| 


8 12 


37-5 


0-0005019 


8-99 



* The outside diameter of this sample was about J in. smaller than the 
inside diameter of the middle tin-case or vessel, and it had canse<juently a 
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The results of tests^ made by Mr. John G. Dobbie, superin- 
tending engineer at Calcutta to the British India Steam Navi- 
gation Company, to determine the conductivities of asbestos 
and Kieselguhr composition were as follows : — 



Results of Tests. 





Asbestos. 


Kieselguhr Com- 
position. 




Water Condensed 
in Inches. 


Water Condensed 
in Inches. 


After 15 minutes . 

» 30 „ . . 

» 45 » • • 
„ 60 „ . . 

Totals in one hour . 


4i 

3: 
3t 

3j 


2j 
2 

2* 


Hi 9i 



This experiment shows a saving of 36 per cent, in favour ot 
Kieselguhr composition. The tests were made with two boiler- 
tubes — 3i in. in outside diameter and 7 ft. long, closed at 
both ends, and covered with a thickness of 2 ini of asbestos 
and Kieselguhr composition respectively. The tubes were sus- 
pended side by side, and steam was admitted at the top, a 
gauge-glass being fitted at the bottom of each, by which the 
amount of condensation inside the tubes could be accurately 
observed. Steam at a pressure of 30 lbs. per square inch was 
used in the tubes. In the first trial, which lasted one hour, 
12*375 in. of water were condensed in the tube covered with 

slight advantage over the other samples in having a thin layer of air between 
its outer surface and the latter. 

t The silicate cotton was pressed together tightly, and thus its conduc- 
tivity appears greater than would have been the case had it been more 
loosely packed. 

t The Kieselguhr employed consisted on the average of Silica 83-8, 
Magnesia 07, Lime o-o, Alumina i-o, Peroxide of Iron, 2'i, Organic 
Matter 4*5, Moisture and Loss, 7*1. It was employed in conjunction with 
ID per cent, of binding material, viz., fibre and mucilaginous extract of 
several vegetable matters. 

§ Papier-mache composition, consisting of paper pulp mixed with clay 
and carDon, together with hair and fragments of hemp rope. 

II A lighter modification of above. 

IT ** Minutes of Proceedings, Institution of CivU Engineers," vol. cxxi., 
Session 1894-5, pp. 301, 302, 
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asbestos, and 8*375 "^* '** *^^t covered with Kieselguhr com- 
position, showing 33 per cent, less water condensed with 
Kieselguhr composition. In the second trial, of one hour also, 
the condensation was noted every fifteen minutes, and gave the 
results shown in the above table. 

From these and other tests the author has been led to the 
conclusion that hard-pressed asbestos paper or cloth is a better 
conductor of heat than silicate cotton or slag wool, felt, hair, 
wool, or some of the Kieselguhr compositions. The main 
reason for the superior non-conductivities of porous materials 
is on account of the entrapped and occluded air, hence the 
looser asbestos and other fibrous materials are laid on the better 
will they prevent radiation of heat. 

In an appendix* to his paper on heat-insulators, Professor 
Jamieson gives some accounts of previous experiments, of which 
the following is a brief extract : — 

" In 1881, Mr. Charles E. Emery, Ph.D., wrote a paper t on 
* Experiments with Non-conductors of Heat,' wherein the results 
of his tests on fourteen diflferent substances are given. The 
apparatus used consisted of a boiler, 4 ft. in diameter and 12 ft. 
long, constructed with three lo-in. tubes. Into these tubes 
were placed smaller tubes to receive steam, and around the 
inner tubes were placed the non-conducting substances, water 
being circulated through the larger shell outside of the outer 
tubes. The results (see table) were shown by the amount of 
steam condensed in the inner tubes, the water of condensation 
being conducted to small cylindrical vessels, each provided 
with a glass gauge." 

In 1884, Professor John M. Ordway, of Boston, Mass., de- 
scribed in a paper J on " Experiments upon Non-conducting 
Coverings for Steam-pipes," tests of a great variety of sub- 
stances by three methods, viz. : (i) by measuring the tempera- 
tures on the outside of the coverings ; (2) by measuring the 
weight of steam condensed in a certain time over a certain 
length of covered pipe ; (3) by a calorimeter. 

In 1884, Mr. J. J. Coleman gave§ the results of a series of 

* "Minutes of Proceedings, Institution of Civil Engineers," vol. cxxi., 
Sessions 1894-5, pp. 298-299. 

t "Transactions, American Society of Mechanical Engineers,'* vol. ii., 
1881, p. 34. 

t " Transactions, American Society of Mechanical Engineers," vol. v., 
1883-84, p. 73. 

§ ** Proceedings, Philosophical Society of Glasgow," vol. xv., 1883-84, 
p. 90. 
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experiments (see table) on nine substances tested by means of 
Lavoisier's ice-calorimeter. The object of the experiments was 
to find the substance which would make the best covering for 
the " Bell-Coleman Freezing Machines." 

In 1884, Mr. D. K. Clark, M.Inst.C.E., reported* to the 
National Smoke Abatement Institution the results of tests 
carried out at the works of Messrs. Samuel Hodge & Sons, 
Millwall, of seven substances as compared with a bare pipe. 

In 1891, Mr. W. Hepworth Collins read a paperf on "The 
Comparative Yalue of Various Substances used as Non-Con- 
ducting Coverings for Steam Boilers and Pipes," giving the 
results of experiments in which a mass of each material to be 
experimented upon, i in. thick, was carefully prepared and 
placed on a perfectly flat iron plate or tray, which was then 
maintained at a constant temperature of 310° Fahr. The heat 
transmitted through each non-conducting mass was calculated 
in lbs. c^ water heated 10° Fahr. per hour (see table). 

Results of Different Experiments on the Heat Conduc- 
tivities OF Various Substances. 
(Silicate cotton being taken as 100.) 



Substance. 
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a 

k 
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Fossil meal composition 








70 


Cement with hair-felt . 


83 


, , 


, , 


93 


Silicate cotton or slag wool . 


100 


100 


100 


too 


Hair-felt or fibrous composition 


• • 


"7 


114 


112 


Papier-mach6 .... 


, , 


, , 


147 


III 


Kieselguhr composition . 


, , 


136 




112 


Sawdust 


122 


163 


142 


. . 


Charcoal 


132 


140 






Cottonwool 




122 


, , 




Sheeps* wool .... 


, , 


136 


, , 




Pine wood (across the grain) . 


150 




, , 


. . 


Loam ...... 










Gasworks breeze or coal ashes 


240 


230 


299 


.. 


Asbestos 


229 


•• 


179 


•• 



* The Engineer^ vol. Ivii., 1884, p. 65. 

t ** Report of the British Association for the Advancement ol Science," 
Cardiff, 189 1, p. 780. 
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As a further example of methods that have been actually 
successfully employed for insulation, it will be interesting to 
know that the cold storage chambers built at the St. Katherine 
Dock, I^ndon, were constructed as follows : — 

On the concrete floor of the vault, as it stood originally, a 
covering of rough boards i J in. in thickness were laid longi- 
tudinally. On this layer of boards were then placed trans- 
versely, bearers formed of joists 4^ in. in depth by 3 in. in 
width, and spaced 21 in. apait. These bearers supported the 
floor of the storage chamber, which consisted of 2^^ in. battens 
tongued and grooved. The 4 J in. wide space or clearance 
between this floor and the layer or covering of rough boards 
upon the lower concrete floor was filled with well-dried wood- 
charcoal. The walls and roof were formed of uprights, 5 J in. 
by 3 in., fixed upon the floor joists or bearers, and having an 
outer and an inner skin attached thereto ; the former consist- 
ing of 2 in. boards, and the latter of two thicknesses or layers 
of li in. boards, with an intermediate layer of specially-pre- 
pared brown paper. The 5J in. clearance or space between 
the said inner and outer skins of the walls and roof was like- 
wise filled with wood-charcoal, carefully dried. 

A chill room or cold storage chamber should open into a 
porch, lobby, or anteroom, by which means the penetration of 
heat into the said chamber when it has to be entered to place 
provisions therein, or to remove them therefrom, is lessened. 

The ducts or inlets for the admission of the cold air into the 
store or chamber when the refrigeration is effected by means ot 
a cold-air machine, or by air reduced in temperature in a 
separate chamber as before described, are preferably placed as 
close to the roof or ceiling of the room, whether land or marine, 
as can conveniently be done, this having been found in practice 
to be the most advantageous position, and the said cold air 
having performed its work is drawn off" at outlets also situated 
in this position. 

In packing carcasses in a cold store or chamber, they should 
be placed as close together as possible, taking -care, however, 
to leave a free space or clearance between them and the inner 
lining of the room, through which the cold air can freely 
circulate. 

When hanging frozen mutton before cooking, care must be 
taken that it is so placed that the juice will not run out of the 
cut-end. For example, hind-quarters, haunches, and legs must 
be invariably hung with the knuckle-^nd downwards; and loins 
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and saddles by the flaps, so as to give them an horizontal posi- 
tion. The cut-end, moreover, should always be presented to 
the fire first when cooking, thereby sealing it and preventing 
the gravy from escaping from the joint Frozen lamb does not 
need any preliminary hanging, but can be cooked as soon as 
thawed. 

The proper stowage of a fruit cargo in the cold store or 
chamber is likewise a matter that must be carefully attended 
to, in order to ensure its arrival at its destination in good con- 
dition. The essential point to be insisted upon is that clear 
spaces or clearances of at least J in. be left between each 
tier of cases, and between the said cases and the bottom, sides, 
and ceiling, of the chamber. These clearances can be managed 
by the insertion of laths of a suitable thickness between the 
cases. Passages should be. also provided for admitting of 
inspections of the state of the fruit being made during the 
voyage. 

The best temperature to maintain for fruit is one of from 45° 
to 55° Fahr., and this should be evenly kept up throughout the 
entire cargo. It must be borne in mind that the slightest 
degree of frost will destroy a whole cargo of fruit. It will gener- 
ally be found sufficient to run the refrigerating machine about 
12 hours per day in hot latitudes and 6 hours per day in cooler 
ones. 

In a marine installation the pipe or trunk for admitting the 
cold air is usually fixed along one side of the cold store or cham- 
ber in the hold, as near the lop or ceiling as possible, the return 
pipe or trunk being placed at the opposite side of the said 
chamber. As in a land installation the inlet trunk or pipe is 
fitted with a number of apertures governed by sliding doors ; 
these are only opened to a very slight extent at the end nearest 
the machine, and gradually more and more- as they approach 
the end furthest therefrom, thus equalising the temperature in 
the chamber. The most important point is to ensure the cold 
air being thoroughly circulated, and penetrating every portion 
of the chamber, and thermometers should be hung in different 
positions therein to form a check to the deck pipe ones. The 
snow box must be cleared out repeatedly, to prevent the 
passages, and also the slide valve ports, from becoming blocked 
up, and the trunk or inlet pipe must be cleared once a day or 
oftener. Previous to storing the carcasses in the cold store 
or chamber, a thorough inspection thereof should be made, and 
any damage to the walls made good. When the cold store or 
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chamber is filled, the hatches should be made tight by caulking 
with oakum, or preferably they should be fitted with India- 







rubber insertions, which aflford a greater certainty of air-tight 
joints being made. 

As regards the capacity of a machine required for the 
refrigeration of a cold store or chamber of any given dimen- 
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sions, it would be obviously impossible, ia view of the con- 
stantly varying circumstances of each individual case, to lay 
down any hard-and-fast rules. It will have to be separately 
estimated for each particular installation, in accordance with 
the amount of cooling work which is necessary, and which it is 
desired to perform upon the material enclosed in the cold store 
or chamber, and by the amount of heat that is calculated to 
pass into the latter from the outside, through the walls, floor. 




Fig. 6i. 

and roof. It will consequently be thus seen that the capacity 
of the apparatus will depend upon the lowest internal, and the 
highest external temperature, the area of the said walls, floor, 
and ceiling, and also to a great extent upon their construction 
being carried out in a manner more or less impervious to heat. 

As a general rule, however, it will be found that, owing to 
the circulation of the air, and the radiation through the floor, 
walls, and roof of the chamber, the cubical contents of the air 
in the latter will require to be cooled from eight to fifteen 
times in every hour, in order to ensure the temperature being 
assimilated to that of the air or gas passing out of the machine. 

Small cold stores or chambers are now commonly used by 
retail butchers for the preservation of both frozen and unfrozen 
meat, and also by dealers in fish, poultry, and game, butter 
salesmen, and others. 
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Fig. 60 is an horizontal section showing a plan of a small 
cold storage chamber of t,ooo cubic ft. capacity, adapted 
for such service. The refrigeration is effected by a Haslam 
cold-air machine, of 6,000 cubic ft. per hour capacity, 
arranged to be driven direct by means of a gas-engine, a is 




P4 



the gas-engine cylinder, b the air compression cylinder, and 
c the expansion cylinder. The air compression cylinder 
B is arranged horizontally in front of, and in Hne with, the 
cylinder a of the gas motor, and the expansion cylinder 
c, is placed vertically, and works a disc secured upon the 
opposite end of the crank shaft from the fly-wheel. 
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The advantages of a gas motor for driving the small cold-air 
machine required for an installation of this description are 
obvious, and comprise : non-increase of fire insurance premium, 
and ability to start the machine at any time, without having to 
wait to get up the necessary steam pressure in a boiler, as 
must be done in the case of a steam-driven cold-air machine. 

Fig. 6i is a perspective view, the end wall and a portion of 
the front wall being removed, showing a small cold store or 
chamber, refrigerated by means of a Puplett patent ammonia 




Fig. 63. 

compression machine, which chamber is especially designed 
for bacon-curers, butchers, dairymen, fish and game dealers, 
&c. Chambers of this description are constructed with an 
outer and an inner skin, each of which is composed of two 
layers of i in. tongued and grooved boards, put together 
perfectly air-tight, and having an intervening space or clearance 
of about 8 in., filled with charcoal, cork, or other good non- 
conducting material. The dimensions of the chambers, as 
usually constructed, vary from a storage capacity for frozen 
meat of 6 to t;o tons or more, and their daily meat-cooling 
capacity to 32°Fahr, runs from 20 cwt. up to 200 cwt. or more. 

N 
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Fig. 62 shows a beef chill-room fitted with the Do La Vergne 




patent pipe system, a description of which has been ahready 
given on pages 153 and 156; and Fig. 31// (frontispiece) illus 
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trates another beef chill-room fitted up with the Haslam patent 
air-cooling battery. 

Refrigerating machines are likewise very advantageously 
employed in bacon-curing factories or works, for enabling 
mildly cured bacon to be produced in summer, by artificially 
reducing the temperature of the chill-rooms and curing cellars. 

A usual arrangement is shown in Fig. 6^^ which comprises 
rows of cast-iron flanged pipes which are fixed overhead, pre- 
ferably suspended from the ceiling, over the whole area of the 
chill-rooms and curing cellars, and through which system of 
pipes brine cooled in the usual manner is circulated so as 
to lower the temperature of the said rooms to about 40° 
Fahr. By means of cocks provided on the different branch 




Fig. 65. 

mains the speed of the flow of brine through the various 
circulations, and consequently the temperature of the rooms, 
can be regulated, and reduced or increased at pleasure. In 
factories of moderate size the machine may usually be stopped 
at night and on Sundays, the cold stored up in the brine in the 
pipes being enough to keep the temperature of the room suffi- 
ciently low ; in very hot weather, and in very large establish- 
ments, however, the machine will have to be run continuously 
night and day. 

Eoth the chill or cooling-rooms and the curing- cellars are 
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fitted up in practically the same manner; the work in the chill 
or cooling-rooms where the hot meat is cooled down is much 
greater in proportion to their size, however, and is moreover 
intermittent, consequently a proportionately larger number of 
brine pipes are placed therein, and the brine is turned on or 
off as the rooms are full or empty ; on 
the other hand the work in the curing- 
cellars is less and regular, and, there- 
fore, a much smaller number of brine 
pipes are required, the circulation of 
brine being kept up all the time the 
machine is running, and a perfectly 
steady and even temperature main- 
tained. 

Fig. 64 illustrates a hog chill-room, 
fitted with the De La Vergne patented 
system of pipes, working with direct 
expansion of the ammonia gas or 
vapour (see pages 153, 156). 

The reason that artificial refrigera- 
tion is now imperatively required in 
bacon-curing works is on account of 
the demand that has arisen for mild- 
cured bacon. Formerly the pigs, after 
being killed, were cooled simply by 
exposure to the atmospheric air, being 
subsequently cured in underground 
cellars at the temperature of the earth 
or from 52* to 55° Fahr. In order 
to prevent the rapid decomposition, 
and consequent taint of the bacon 
which would otherwise inevitably 
occur at these comparatively high 
temperatures, the latter was charged 
with an excessive amount of salt as a 
preventative. This excessive salting 
was indispensable in summer especi- 
ally, when, indeed, curing was almost 
prevented, although bacon at that 
season is in the greatest demand, and 
the highest prices are obtainable. The 
modem requirement, however, for more, and more mildly-cured 
bacon has rendered absolutely necessary an artificial reduction 
M the temperature of the chill-rdoms and curing-cellars. 
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The first attempts in this direction were made by constructing 
the cellars with iron ceilings, on the tops of which were stored 
vast quantities of ice, a system which is found to be sufficiently 
effective, but is very expensive, not only by reason of the first 
cost of the iron ceilings and the necessary supports, but also 
by reason of the space occupied by the said ceilings and ice 
chambers, and furthermore on account of the large outlay 




Fig. 67. 

entailed lor the ice itself, and the labour of handling it. There 
is, besides this, the risk of the supply of ice running short in 
the hot weather, with, of course, disastrous results. 

An arrangement of a small cold store or chamber, such as is 
very frequently constructed on board a large passenger 
steamer, is shown in §ectional plan in Fig. 65. The refrigera- 
tion is effected by means of a Lightfoot, Haslam, or other 
cold-air machine of the vertical type. 

The arrangement of this cold store or chamber, which is 




Fig. 68. 

practically similar to that of those used on the passenger 
steamers of the Peninsular and Oriental Company, will be 
very readily understood from the drawing, wherein a is the 
meat room, the temperature of which is kept down to about 
20** Fahr., and wherein are situated the ice-making or freezing 
tank B, the ice cans or cases b^ b^, and the ice store c. 
D is the vegetable room, which is maintained at a tempera- 
ture of about 40*^ Fahr., and in which are placed the water- 
cooler E, wine closet or cooler f, and hanging room g. 
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The cold air provision stores or chambers on board of the 
Cunard Company's steamships Campania and Lucania are 
fitted up with refrigerating plants, on the De La Vergne 
ammonia compression system. 

The refrigeration is effected on the brine circulation, and 
not upon the direct expansion system, a solution of calcium 
chloride being the agent or medium employed, and the said 
solution is reduced to a very low temperature in the usual 
manner, by the expansion of the ammonia "gas or vapour, in 
coils or pipes submerged therein, and is circulated by a special 
pump through the system of cooling or refrigerating pipes, 
which latter are fixed to the underside of the roof or ceiling of 
the cold store or chamber. The method employed for the 
insulation of the store or chamber is shown in Figs. (^^ and 67, 
which are vertical sections through the roof or ceiling thereof. 
A, A, are the refrigerating pipes ; b, b, the meat rails ; c is a 
filling of sawdust ; d, d, are layers or skins of tongued and 
grooved boarding ; e is a layer of hair felt ; and f, f, are layers 
of tarred water-proof paper. The brine pipes are divided into 
two sections or sets, thereby admitting of any necessary repairs 
being effected in one section, without in any way interfering 
with the circulation of the cold brine through the other section, 
and special means are also provided for withdrawing the brine 
from one set or section without interfering with the working of 
the other. 

The ammonia compressor is of the vertical single-acting type, 
and is actuated by a high-pressure horizontal steam-engine. 
The compressor cylinder is 4J in. in diameter, by 9 in. stroke, 
and the steam-engine is of 2^ horse-power, and is fitted with 
a special governing arrangement, by means of which the steam 
supply is determined, the speed being capable of variation 
within a wide range (say between 30 to 300 revolutions) with- 
out interfering with the running of the machine. The con- 
struction of the compressor is substantially similar to that 
described with reference to Fig. 15, and the oil separator 
and other parts only differ from the arrangement shown in 
the general view of a complete installation shown in Fig. 16, 
in that the ammonia compressor is of the single-acting type, 
and by reason of the smaller capacity of the present plant, 
and the absolute necessity on shipboard for economising every 
cubic inch of room possible. The operation of the appa- 
ratus is, however, in every way identical, and the description of 
the said complete installation will apply equally well in this case. 



ARRANGEMENT OF ROOMS AND COLD STORES. 1 83 

The apparatus is capable of making 5 cwt. of ice daily, in 
addition to the performance of the refrigeration required in the 
cold store or chamber. 

The cargo holds of the same steamships are refrigerated with 
machines of the Kil bourn type. The meat- carrying chambers 
in each of these vessels consists of three chambers situated for- 
ward on the orlop or lower deck, and having a total capacity 
of 20,000 cubic ft., which renders them able to carry 2,700 
quarters of beef. The chambers are very carefully insulated, 
the walls consisting, as shown in Fig. 68, first of a double 
thickness of tongued and grooved boards a, a, having a layer of 
waterproofed paper b between them, next a 2 -in. layer ot 
good quality hair felt c and another double thickness of tongued 
and grooved boards d, d, with a similar layer of paper e between 
them, and finally an inch air space F between the latter and 
the inner or iron deck, the whole being well varnished. The 
brine cooling pipes, which are of heavy 2-in. galvanised tube 
with malleable cast return bends, are placed on the ceiling be- 
tween the deck beams, thus economising head room, and the 
rails for the meat-hooks are of i J in. galvanised round iron, 
firmly clipped to the beams supporting the decks. The meat- 
hooks which are placed upon the latter, for carrying the quarters 
of beef, are of steel galvanised. Thermometer tubes from the 
upper deck are provided to each chamber, so that the tempera- 
ture may be ascertained in any part of the said chamber, when 
desired. 

Fig. 69 is a plan showing the general arrangement of the 
machine-room. A pair of compressors are employed, a, a, are 
the steam-engine cylinders ; b, b, the compression cylinders ; 
c, c, the ammonia condensers ; d, d, the liquid ammonia 
reservoirs ; k, e, the refrigerators ; f is a brine circulating pump 
of the duplex pattern ; g a manifold or distributing pipe to the 
different cooling pipes in the chambers ; h is the collecting pipe 
at the top of the refrigerator. It will be seen that the cold 
parts of the machine are enclosed in a separate chamber having 
walls insulated in a similar manner to those of the meat-carrying 
stores or chambers, thereby preventing as far as practicable 
loss through absorption of heat. 

The compressors are similar in construction to those already 
described with reference to Fig. 27, and are of an ice-producing 
capacity of 12 tons a day, the compression cylinders being 6 in. 
in diameter by 12 in. stroke, and the steam cylinders 8 in. 
diameter by 12 in. stroke. 
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The ammonia condensers c are constructed of a cylindrical 
form, the shells being made of wrought-iron, and the covers of 
cast-iron, and they are fitted with concentric coils of li in. 
galvanised iron pipe, connected together at their extremities 




by means of tee pieces made of malleable castings. The said 
ammonia condensers, moreover, are carefully lagged with teak 
wood. The water for use in the ammonia condensers cis sup- 
plied and circulated by means of a duplex steam pump (not 
shown in the drawing), located in the forward boiler-room of 
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the steamship. The ammonia gas after compression in the com- 
pressors B, and h'quefaction in the condensers c, under the 
combined pressure of the said pumps or compressors b, and the 
cooling action of the condensing water circulating on the ex- 
terior of the coils or worms in the condensers, is delivered to 
the reservoirs d for the liquefied ammonia, through small bore 
pipes. From these reservoirs the said liquid ammonia is 
admitted through suitable graduated expansion or regulating 
valves to the lower ends of the expansion coils in the refriger- 
ators E, wherein the. liquid ammonia again vaporises or gasifies, 
abstracting the heat required for this process from the brine 
surrounding the expansion coils, and being again returned 
to the compressors, and so on ad infimtum in the manner 
already described. The absolute working pressure in the 
refrigerators is about 30 lbs. per square inch. 

The brine having been reduced to the desired temperature in 
the refrigerators, passes into the system of brine circulating 
pipes, and maintains the atmosphere of the cold stores or 
chambers at a temperature suitable for the proper preservation 
of the meat. The circulation of the brine is effected by the 
brine pump f, which draws the cooled brine from the bottom 
of the refrigerators e, and discharges it through the dis- 
tributing tee-piece and valves, or manifold g, to the different 
sections of the cooling pipes in the chambers, and returns 
it through a similar tee-piece, manifold or distributor h, to 
the top of the refrigerator to be again cooled. The return 
brine pipes are each fitted with a regulating valve and a 
thermometer. 

An important type of portable refrigerator is that adapted 
to meet the requirements of barges, railway trucks, and cars 
or vans, which it is desirable to maintain at a low temperature 
for considerable periods, but which, for obvious reasons, it is 
undesirable, in doing so, to encumber with machinery, to in- 
crease in weight to any considerable extent, or to render in any 
way necessary the employment of special labour to take charge 
of same. 

The frozen meat, as a rule, arrives in good condition on 
board the vessels, and deterioration in quality usually takes 
place during its transference to the cold stores on land, and 
again during the subsequent delivery thereof to the retailer, 
when the said meat is exposed to temperatures frequently much 
higher than what is required to preserve it in good condition. 
The great desideratum for this purpose is a plan which will 
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avoid the necessity of carrying the source of refrigeration upon 
the conveyance itself, which necessity has hitherto rendered the 
latter too expensive for practical purposes ; this the Pulsometer 
Engineering Company, Limited, claim to have successfully 
accomplished in their system of refrigeration for barges, railway 
trucks or care, and other portable chambers, and they state that 
they are willing to guarantee to maintain below the freezing 
point properly fitted portable chambers of all kinds, for ample 
time for transit between Penzance and Aberdeen. 

Since the beginning of 1888, moreover, the London and 
Tilbury Lighterage Company, Limited, have had barges fitted 
with special refrigerating apparatus successfully plying upon the 
Thames, the meat landed by them being invariably in good 
condition, and not infrequently at a lower temperature then, 
than when first discharged from the vessel. 

The method of refrigeration primarily employed in vans and 
railway trucks, was to effect the production of cold with mixtures 
of ice and salt. The great objection to this arrangement is 
the large increment of weight, and the nuisance and damage 
caused by the moisture due to the melting ice. 

As early as the year 1867 a refrigerator car was constructed 
in the United States having a refrigerating chamber surrounded 
by an air space. A fan or blower was provided, driven off one 
of the car axles, and air was forced by this blower through a 
compartment containing ice into the refrigerating chamber. 
The water resulting from the liquefaction of the ice in the said 
compartment, which had a capacity of about 2 tons, was 
drawn off through a suitable trap. In some instances the ice 
was replaced by a refrigerating mixture passing through a 
suitable pipe in the ice-box or chamber. The air was drawn in 
by the fan during the forward motion of the car, and after being 
passed through the ice-chamber was delivered at the top of the 
refrigerating chamber. A car of this description is said to have 
successfully transported meat slaughtered in Illinois to New 
York, during the hottest part of the summer, no perceptible 
deterioration in quality having occurred during the ten days' 
journey. 

Another refrigerator car of somewhat similar construction, 
having the external appearance of an ordinary freight car, has 
an ice-box at each extremity wherein the ice is placed upon 
gratings so arranged that a current of cold air circulates con- 
tinually through a flue situated near the top of the chamber, 
>ver the surface of the ice, down to the floor, and then up 
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again amongst the meat. The air circulation is maintained by 
a fan in a like manner to that above-mentioned. The car was 
also built double, with inside double doors, filled in with char- 
coal, and the temperature of the meat was easily kept at about 
40° Fahr. even in the hottest weather. 

As has been already mentioned Godell uses lampblack, or a 
mixture of lampblack and mica scales, as non-conducting ma- 
terial for use in refrigerator cars. 

In another arrangement, also used in America, the car is 
cooled by means of some suitable volatile liquid, which is 
allowed to vaporise slowly through a system of pipes from one 
reservoir into another, thus reducing the temperature of the 
chamber. The objection to this arrangement is the danger of 
leakage of the said volatile liquid taking place into the refrig- 
erating chamber. 



CHAPTER XI. 

Various other Manufacturing and Industrial 
Applications. 

Uses are now made of refrigeration in many manufactures 
and industries, besides that of its more legitimate and impor- 
tant application to the preservation of various provisions of a 
perishable nature, which latter has been already dealt with, so 
far as space would allow, in the preceding chapter. All the 
systems hereinbefore described, with the exception of the first 
or that wherein the abstraction of heat is effected by the more 
or less rapid dissolution or liquefaction of a solid, are, to a 
greater or less degree, advantageously applicable for this 
purpose. 

Although the preservation of organic substances was the 
first known and the most obvious use, the successful application 
of artificial refrigeration to a process of manufacture is somewhat 
older than that to the preservation of provisions, a Harrison 
ether machine having been erected at Trueman, Han bury & 
Co/s brewery about 1856, which machine was stated, at a 
meeting of the Institution of Mechanical Engineers,, held in 
1886,* to be still at work and acting efficiently. A machineof 
the same type was also said to have been put up by A. C. Kirk 
in 1861,+ who employed it for the extraction of solid paraffin 
from shale oil. 

The application of a refrigerating machine to the cooling of 
chocolate during the process of manufacture was first made by 
J. S. Fry in 1882,1 in which year he employed one of Lightfoot's 
double expansion horizontal cold-air machines, and was enabled 
to proceed without interruption throughout the whole year 
with work that had previously to be suspended during the hot 

* "Proceedings, Institution of Mechanical Engineers," 1886, p. 246. 
t Ibid.y p. 231. 
X Ibid,, p. 236. 
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weather. Since that time the use of refrigerating machines in 
chocolate works has become almost universal. 

One of the, if not the, most important of the other indusr 
trial applications of refrigerating machines is that of cooling 
water to be used for refrigerating and altemperaiing purposes 
in breweries. This is more especially required when the supply 
of water is derived from a river or other source exposed to the 
heat of the sun, or from the water mains in large towns, the 
water from both of these sources usually rising, during the 
summer months, to from 65° to 70° Fahr. 

Where a plentiful supply of well water at a temperature of 
from 50^**0 54° Fahr. can be obtained, the provision of means 
for artificial cooling become of minor importance for this special 
purpose, and can be dispensed with. 

When, however, the water supply is at a comparatively high 
temperature, such as that above indicated, it would of course 
be totally impossible to cool the worts down to the ordinary 
pitching temperatures of from 57° to 59° Fahr., or to control the 
fermentation in the tuns or squares with water at such a tem- 
perature passing through the attemperators, and, moreover, 
on the completion of the fermentations it would be likewise 
quite impracticable to cool the finished beers down to the tem- 
perature desiiable for racking. 

In Fig. 70 is shown the arrangement of an apparatus for 
cooling water for refrigerating and attemperating purposes in 
a brewery, by means of an ammonia absorption machine of the 
Pontifex-Wood type. 

In the illustration h is the water-service pipe from the 
company's main, or from other source of supply ; i is the cooled 
water-pipe leading from the cooler d up to the ice-water tank 
J, in which the cooled or refrigerated water is stored to be drawn 
off as may be required for refrigerating or attemperating. A 
thermometer is fitted on the pipe i at the outlet from the cooler, 
and a regulating cock or valve on the pipe h, by which the 
supply can be so adjusted as to admit of the cooled water being 
delivered at any predetermined temperature. The water from 
the supply pipe h is run direct through the coil of the cooler d 
of the machine (which is placed on the ground floor of the 
brewery, and sufficiently near the steam boilers to admit of a 
supply of steam being obtained for use in the generator), from 
whence it passes reduced to a temperature of 45** or 50° Fahr., 
or to any other desired lower temperature, to the tank j, which 
is at a sufficient elevation to command the refrigerators and 




Fig. 70. 
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attemperators, and from which, as above-mentioned, it can be 
drawn off as wanted. The tank j is fitted with a suitable lid 
or cover, and is preferably constructed of wood, or of iron 
lagged with wood and sawdust. 

A full description of the Pontifex-Wood ammonia absorption 
machine, having reference to the letters upon the drawing 
(Fig. 70), will be found on page 108. 

In working an arrangement of this description the machine is 
started in the morning sufficiently early to admit of the ice water 
tank J being filled up by the time the refrigerators are set to 
work. The machine is kept in operation until the refrigerating 
is done, and for a sufficient length of time after to admit of the 
tank J being filled up again, so as to provide a sufficient supply 
of ice water for the use of the attemperators during the night 
and until the machine is again started next day. It is stated 
by the makers that when the tank j is properly constructed as 
regards insulation, it has been constantly found in practice that 
the rise in temperature of the water is not more than 1° 
Fahr. during a stoppage of from twelve to twenty-four 
hours. The ice water from the tank j is forced through the 
attemperators, due provision being made for enabling the supply 
to each of them being suitably regulated, or cut off altogether 
if desired, independently of the others. The pump for circu- 
lating the ice water through the attemperators should be self- 
acting, and provided with an automatic regulating device, thereby 
enabling it to act efficiently whether one or all the attemperators 
be at work. 

The results obtained by the use of this arrangement in a 
brewery are, in addition to a marked improvement in the 
quality of the beer, that there is a complete control over the 
refrigeration and fermentation, the beer refrigeration can be 
performed in a very much shorter time, and, consequently, the 
day's work completed sooner, and lastly, that the waste occa- 
sioned by the necessity for passing the greatest possible quan- 
tity of the comparatively hot water through the refrigerators 
and attemperators is obviated. This latter item alone is by no 
means insignificant, the saving where water companies' water is 
employed for refrigerating and attemperating being generally 
more than half. In large breweries where several machines are 
employed, they are kept running continuously day and night. 

An ordinary refrigerator for cooling hot beer wort consists 
of a shallow vat wherein is mounted a continuous tube or 
pipe^ through which the cooling water is forced in a direction 
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opposite to that taken by the said wort. The object of thus 
running the wort in one direction and the water in another is 
to insure the delivery end of the wort being exposed to the 
coldest portion of the stream of water. In another form the wort 
passes through a coil of pipe arranged in a vat, through which 
a circulation of cooling water is kept up. A more complicated 
arrangement is thatwherein boxes are arranged to project alter- 
nately from opposite sides of a double walled vertical case ; 
through the latter and which boxes the wort is caused to take 
a zigzag course by suitable check-plates extending centrally 
into the said boxes. The cooling water takes a like sinuous or 
zigzag course on the exterior of the said boxes. A wort or beer- 
cooler, employed in many large breweries, is a large shallow, 
covered vat, fitted with a volute formed by a wide strip of metal 
set on edge between the upper and lower plates or heads, to 
which it is attached, in such a manner as to form a helix with 
two distinct spaces. Through one of these spaces the refrigerat- 
ing liquid, or medium, is circulated, suitable inlet and outlet 
passages being provided, and through the other the wort or 
beer to be cooled. Brotherhood's refrigerator consists of a 
number of long boxes placed side by side or otherwise, each 
box having a flow and return passage for the cooling water, 
and copper tubes through which the wort passes. Hollow 
covers at the ends of the boxes afford communication between 
one tier of tubes and another. 

Mash tuns are likewise constructed in which the vertical 
shaft carrying the rake or stirrer is formed hollow, as also the 
arms of the said rake, which latter are perforated with a number 
of small holes. Through the above-mentioned hollow shaft 
and perforated arms steam is first passed to boil the wort, and 
subsequently air, reduced to a low temperature in order to cool 
or refrigerate it. In a refrigerating or cooling apparatus on a 
somewhat similar principle, air, previously reduced to a low 
temperature, is forced into the perforated false bottom of a vat, 
from whence it escapes, through the said holes or perforations, 
and passes up through the wort or beer contained therein. 

Numerous other arrangements are also in use in this country 
and abroad. Two of which, of American origin, are as fol- 
lows: — In the first the hot wort is delivered into a trough of a 
V shape in transverse section, from the bDttom of which it 
trickles over a series of horizontal pipes arranged in line 
vertically, and through which the cooling water is passed, the 
cooled wort being finally collected in an U-shaped trough for 
delivery to the fermenting tun. 
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The second, which is extensively used in America for cool- 
ing or refrigerating hot beer wort, is that known as the 
'* Baudelot Cooler." This apparatus is constructed for use 
both with a brine circulation and direct expansion. In the 
first case, the upper portion, or half of a set of tubes or coils, 
arranged horizontally, is cooled by the ordinary well or main 
water, and the lower part or half thereof by a circulation of 
cold brine or ice water. In the second arrangement the upper 
part or half of the said pipes or coils is similarly cooled, but 
the lower portion or half is cooled by direct expansion of the 
gas or vapour. 

The ordinary practice is to first slightly reduce the tempera- 
ture of the hot wort by exposing it in the large tank known as 
the cool-bed or cool-ship, which is generally located on the top 
of a building and roofed over, the sides being only enclosed by 
lattice work, so as to allow a free circulation of air, and then 
permit it to flow slowly down over the tubes or coils of the 
" Baudelot Cooler." 

The Pontifex-Wood brine refrigerator (Fig. 74), a description 
of which will be found on page 201, with reference to its 
application to the cooling of water for use in margarine 
factories, is also very successfully employed for cooling beer 
worts. 

Another, and also a very important, use for a refrigerating 
machine in breweries is that of cooling the air in the fer- 
menting and yeast rooms, an arrangement for which purpose, 
on the brine circulation systems, is shown in Fig. 71. This 
cooling is necessary during hot weather, even in cases where 
an unlimited supply of cold water for refrigerating and 
attemperating is obtainable, inasmuch as the water can only be 
applied to the cooling of the beer itself in the fermenting 
vessels, and not to the head of yeast above. The result of 
this is that, although the fermenting beers can be kept well 
under control by the use of the attemperators, the yeast above 
is frequently found to be going wrong by reason of the ex-f 
cessive temperature of the atmosphere of the room. 

In employing a refrigerating machine for this purpose, in 
connection with the arrangement shown in Fig. 71, brine re- 
duced in the cooler or refrigerator to about its own tempera- 
ture, that is from 10° to 20° Fahr., or very much lower if 
desired, is circulated through rows of pipes b fixed over the' 
tuns A, or the squares, to be cooled in the fermenting rooms,^ 
and also in the yeast rooms, the said system of pipes being 

o 
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reduced by the brine to below freezing point, and the atmos- 
phere of the rooms from contact with the latter to 45^^ or 50° 







Falir., or any other desired point- By this means an October 
temperature, that is to say, one of 50'^ Fabr. or less, can be 
obtained during the hottest summer weather. 
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Fig. 72 shows an arrangement for cooling a fermenting room 
on the direct expansion principle, fitted with the De la Vergne 
patented pipe system, a detailed description of which will be 
found on pages 153, 155 and 156. 

The speed of the flow of brine through the various circulations 




(Fig. 71) can be regulated at will by means of stopcocks or valves 
provided on the several branch mains, and that of the gas or 
vapour (Fig. 72) by the expansion valve, and consequently, 
also the temperature of the fermenting rooms. In simple 
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arrangements, such as that illustrated in Fig. 71 and Fig. 72, the 
brine mains b (Fig. 71), and the direct expansion pipes (Fig. 72), 
cool the entire area of the fermenting room, that is to say, a 
separate brine circulation (Fig. 71) or coil of vapour pipes (Fig. 
72) is run over each row of rounds or tuns, and all are cooled 
at once. Where a number of large squares have to be cooled, 
however, a more elaborate arrangement is preferably employed, 
and the sides and tops of the squares are boxed in or enclosed 
with partitions formed of light boarding, under which a 
separate circulation of brine or vapour pipes to each square 
is fixed. The latter plan enables the temperature of the air 
over each square to be regulated separately and indepen- 
dently of the others, and the brine or vapour to be shut oft 
completely from empty squares, thereby lessening the work of 
the refrigerating machine. It also further economises the work 
of the latter, inasmuch as only the air directly over each vessel 
has to be cooled. 

In working a refrigerating machine on the brine circulation 
principle, for these cooling purposes, in a brewery of moderate 
dimensions, it is usually run during the daytime, and when it is 
shut off at night, and the fermenting rooms are closed up, the 
large amount of cold stored up in the brine in the pipes over 
the fermenting vessels, is, as a rule, found to be sufficient to 
keep the atmosphere of the rooms down to the desired tem- 
perature during the night ; except, however, in very hot 
weather, when the machine has usually to be run continuously. 
In very large breweries also it has generally to be kept working 
day and night. 

In some instances, a refrigerating njachine is employed for 
the combined purposes of cooling water for use in refrigerating 
and attemperating, and of cooling the air in the fermenting and 
yeast rooms. In an arrangement of this description, at the 
top of the brewery building, or at a sufficient elevation to com- 
mand the refrigerators and attemperators, is fixed a suitable 
ice-water tank, and above this tank a brine refrigerator, which 
latter may consist of horizontal rows of brass or copper pipes, 
through which a branch circulation of cold brine from the 
mains is run, whilst over them the supply water at 60° or 
65° Fahr. or other temperature, is allowed to trickle or flow 
slowly. This water is thus reduced by the cold brine within 
the pipes to about 33° Fahr., or to any other desired tempera- 
ture, after which it is passed into the ice or cold water tank, 
'^rom which it is drawn through pipes as required for refrigcr- 
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ating and attemperating. This arrangement admits, by the 
simple opening, closing, or regulating of the stop-cocks or 
valves, of the whole or any desired proportion of the power of 
the machine being applied to the cooling of air, or to the 
cooling of water, or to both operations at the same time. 

Lager beer fermenting rooms, and store cellars, can be 
cooled by a plan substantially similar to that shown in Fig. 71, 
for cooling the air in fermenting and yeast rooms in ordinary 
breweries. In the case of lager beer, however, where the 
whole of the fermenting rooms are kept at a temperature of 
about 42° Fahr., and the stores at about 38° Fahr., a propor- 
tionately larger number of brine cooling pipes are required. 

Another obvious application of refrigerating machines in 
breweries, though one of secondary importance, is that of 
making small quantities of ice, either for use in keeping yeast 
cool, or to send out to public-houses, or for private use. This 
can be very easily accomplished with machines having a brine 
circulation. If only opaque ice be required, all that is neces- 
sary is to place galvanised iron pails, moulds, or cans of the 
shape of which the blocks of ice are desired, and filled with 
water, in the brine tank, and the said water will be frozen in a 
few hours into solid blocks of ice, which can then be loosened 
by dipping in warm water, and turned out of the said cans, 
the latter having a slight taper, to admit of this being more 
readily performed. When, however, clear, transparent crystal 
ice is desired, it is necessary to use de aerated water, or to keep 
the water in motion whilst freezing, and some special appara- 
tus is consequently required, such as will be found described in 
the chapter on ice-making. 

Further important applications of refrigerating machinery to 
manufacturing purposes are : — In candle works, for the extrac- 
tion of the solid stearine and paraffin. And in paraflfin oil 
works, for enabling refiners to extract in an economical manner 
in the presses a greater quantity of paraffin than is obtainable 
in any other manner, and also to obtain a product of a superior 
quality. 

An ordinary arrangement for the extraction of solid paraffin 
from shale oil is shown in Fig. 73, wherein a a are the cooling 
drums or cylinders, b b the troughs or receptacles intended to 
contain the oil to be treated, and c c scrapers for removing the 
partly solidified oil from the drums or cylinders a. 

The operation of the apparatus is exceedingly simple, a 
circulation of brine, first reduced to about ig° or j2° Fahr., 
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or other desired temperature, in the usual manner, is afterwards 




.to 



Dassed through the set of cooling drums or cylinders a, 
^tering each of the latter at one of the hollow trunnions or. 



INDUSTRIAL APPLICATIONS. 1 99 

gudgeons, and leaving at the other. The lower portions of 
the drums or cylinders a project, as shown in the drawing, 
into the open shallow troughs b, one of which is placed 
below each drum, and in which the oil to be cooled and 
treated is placed. The surfaces of the drums or cylinders a 
during their revolutions dip into this oil, and become coated 
with a thin film of it, which is cooled by the circulation of the 
cold brine from the machine, and reduced in temperature 
during the continuance of the revolution, until it is finally re- 
moved in a pasty condition by the scrapers c, one of which is 
arranged to press against the periphery of each of the said 
drums or cylinders. The remaining oil is then drawn away by 
plunger pumps, and forced through filter presses, which separ- 
ate the paraffin wax crystals or scales from the oil. 

The employment of a refrigerating machine of one type or 
another in a works engaged in the production of paraffin is, 
and indeed has been for some years past, deemed indispen- 
sable, and but few manufacturers now endeavour to do without 
it. Indeed, the development of the industry dates from the 
time when an ether machine of the Harrison type was first 
used for this purpose, which, as already mentioned, was in 
1861.* 

In manufactories of artificial butter, as also in other butter 
and cheese factories and dairies, but more especially in the 
former, refrigerating machines play an important part, both for 
ensuring an ample supply of cold water, and for cooling stores 
or chambers, the former being an essential for successful manu- 
facture in hot weather, and the latter enabling butter and 
margarine to be kept in prime condition until a favourable 
opportunity for disposing of it presents itself. 

In the manufacture of artificial butter a variety of ingredients 
are first melted and amalgamated together at about blood heat 
in churns, and the resultant mass is then mixed with and run 
out into ice-cold water contained in open troughs. This sudden 
application of intense cold crystallises and granulates the 
artificial butter, which is then skimmed off, and at the same 
time it also washes out the butter milk, which otherwise, by its 
rapid decomposition, would taint the butter. 

Primarily, and indeed still to a considerable extent, the means 
adopted for reducing this water to the requisite temperature is 

* For further information regarding the most recent and approved 
practice in paraffin cooling, see " Journal of the Society of Cheniical 
Industry," of 29th May, and 30th November, 1885, 
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the application of natural ice, which is placed in tanks partially 
filled with water, and by melting imparts its cold to the latter. 
This plan, however, is open to several serious objections, amongst 
which may be mentioned : — The excessive cost of the ice and of 
the necessary labour for handling it ; the impossibility of thus 
obtaining as low a temperature as is desirable, the best result 
being the mean of the two temperatures of the ice and the 
water ; the non-attainment of a regular temperature continu- 
ously ; and finally that the. natural ice is always more or less 
dirty, and renders the cooled water so also, and consequently 
soils and spoils the colour and appearance of the artificial 
butter. 

Figs. 74 and 75 illustrate an installation of an ammonia 
absorption refrigerating machine in an artificial butter factory, 
and Fig. 76 that of an ammonia compression refrigerating 
machine in a dairy. 

In the first of these arrangements (Fig. 74) an ammonia 
absorption machine of the Pontifex-Wood type is employed. 
The operation is very simple, a circulation of brine is forced 
by the brine pump h first through the coils of the cooler d 
wherein the expansion of the ammonia gas cools it down to 
about 20° Fahr., and secondly through the pipe i to the 
bottom of the refrigerator l, the construction of which latter is 
more clearly shown in the enlarged view thereof, Fig. 75. It 
consists of sets or rows of horizontally arranged copper or 
brass tubes, secured at their extremities in return heads, and 
through which the cold brine from the cooler d passes. Over 
these tubes the supply water is allowed to trickle into the 
cooled or ice-water tank M, from which it is drawn off as 
required for the use of the chums through the pipes N. In 
this manner a steady and constant supply of clean cooling 
water at a temperature as low as 32^° Fahr. is ensured. The 
brine returns to the pump h from the top of the refrigerator h 
through the pipe j. 

In factories where the practice of using water cooled down 
only to 39° or 40° Fahr. prevails, the brine refrigerator l can 
be dispensed with, and the water to be cooled may be simply 
run through the pipes in the cooler d as in the arrangement 
in a brewery for cooling water for refrigerating and attempera- 
ling, shown in Fig. 70. 

A full description of the Pontifex-Wood ammonia absorption 
machine, reference being made to the letters on Fig. 74, will 
be found on page iq8. 
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In the second arrangement (Fig. 76) an ammonia compres- 
sion machine of the Kilboum improved type, driven by mea?i§ 
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of belt gearing from a gas-engine, is used. The cream-cooler 
is fixed against the wall of the cold-store or chamber, a portion 
of which latter only is shown in the drawing. The said cream- 
cooler is constructed of tinned copper, and is fitted with 
small wrought-iron coils without internal joints, similar coils 
being likewise provided in the water-cooling tank, a portion of 
which is shown on the top of the cold-store or chamber. The 
refrigeration is effected on the direct system, the ammonia gas 
or vapour being permitted to expand into the coils of pipe in 
the cold-store or chamber and of the cream and water-coolers. 

An ordinary form of milk or cream cooler consists simply in 
a pan fitted with a false bottom, through the space or clear- 
ance between which and the real bottom, a circulation of cold 
or refrigerated water is maintained. 

Amongst the numerous other applications of refrigerating 
machinery mention may be made of the following : — 

In dynamite factories, for maintaining the dynamite at a low 
temperature during the process of nitrating. 

In manufactories of photographic accessories, for cooling the 
gelatine dry plates. 

In the establishments of wine-growers and merchants, for 
reducing the temperature of the must or unfermented wine, and 
for the obtainment of an equable temperature in the cellars, 
etc. 

In distilleries, for keeping the spirits in the store tanks cool 
during hot weather, and thereby obviating the very serious loss 
that is otherwise experienced through evaporation. 

In chocolate and cocoa manufactories, to enable the cooling 
room to be maintained at a low temperature in summer, and the 
process to be worked continuously all the year round. A great 
saving is likewise effected by the rapid solidification which is 
rendered possible, and the waste thus avoided ; and further- 
more as the chocolate leaves the moulds readily and intact, 
a considerably fewer number of the latter are required to do 
the same amount of work. 

In sugar factories and refineries, for the concentration of 
saccharine juices and solutions by freezing or congealing the 
watery particles, which are then removed, leaving the residuum 
of a greater strength. 

In chemical works, for the reduction of mother liquors at 
low temperatures, thus hastening crystallisation, and augment- 
ing the amount of crystals produced, as well as reducing the 
cost of production. In addition, however, to substances the 
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crystallisation whereof is facilitated by cold, it can be also 
advantageously employed for the congelation of various chemi- 
cals, and for other purposes. 

In india-rubber works, for the curing and hardening of 
blocks of india-rubber, thereby facilitating the cutting of same 
into sheets for the manufacture of various elastic articles. The 
material in that state admitting of its ^being worked up in 
a much superior manner, and, moreover, at a far lower 
cost. In glue works for drying the gelatine, and so admitting 
of the use of less concentrated solutions. And also in numerous 
other industries, in which it would be impracticable to carry out 
many of the manufacturing processes in the summer months, 
without the employment of some artificial means for cooling. 

For the freezing of loose ground in quicksand soils, in 
order to facilitate sinking colliery shafts, well-sinking, tunnelling, 
or putting in foundations, wherever the amount of water is too 
great to be pumped, or in cases where the removal thereof 
would damage existing foundations, to avoid the necessity for 
expensive underpinning, etc. This may be effected either by 
means of ammonia or cold-air machines. 

In the case of a quicksand in a well, a coil of pipes, ot a 
somewhat larger diameter than the lining of the well, is usually 
sunk into the quicksand, and the latter frozen by a circulation 
of cold brine through the said coil. The necessary excavation 
can then be proceeded with, and as soon as the lining is 
put in, the circulation of brine is stopped and the coil 
withdrawn. 

During the construction of a tunnel for foot passengers 
through a hill in Stockholm, this method was employed for 
driving the tunnel through about 80 ft. of loose ground, con- 
sisting of gravel mixed with clay and water which possessed so 
little cohesion as to render the ordinary method of excavation 
impossible. The refrigerator employed was a cold-air machine 
of the Lightfoot type, capable of delivering 25,000 cubic ft. 
of air per hour, and the arrangement consisted in forming 
the innermost end of the tunnel into a freezing chamber by 
means of a partition wall made of a double layer of wood filled in 
between with charcoal. After the refrigerator was run continu- 
ously for sixty Hours the gravel was frozen into a hard mass to 
a depth varying from 5 ft. near the bottom of the tunnel to i ft. 
near the top. The work was proceeded with in 5 ft. lengths, 
the excavation commencing at the top, and a temporary iron 
wall of plates 12 in. square was built up against the face 
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from the top downwards as the cutting away of the gravel was 
proceeded with ; the arching of the tunnel was completed as 
quickly as possible close up to this temporary iron wall while 
the ground was still frozen. After being fairly started it was 
found sufficient to run the cold-air machine on the average from 
ten to twelve hours every night, except after heavy rains, when 
much water percolated through the gravel. After two 5 ft. 
lengths had been excavated the partition was moved forward. 
The daily progress whilst employing the freezing process was 
on an average about i ft. 

A full description of the construction of this tunnel is given 
in the Engineer of 9th April, 1886. And in the issue of 30th 
November, 1883, of the same journal, will be found an interest- 
ing account of the Poetsch method of sinking colliery shafts by 
freezing the soil by means of an arrangement consisting of a 
series of vertical iron pipes placed in a circle. 

Refrigerating machinery is also used in tropical and other 
warm climates for cooling the atmosphere of hospitals and large 
public buildings. 

For cooling the holds of vessels carrying live cattle, in which 
manner an uniform temperature of about 70° Fahr. can be 
maintained throughout the entire voyage (instead of its rising 
to over 1 00^ as it otherwise would), thus entirely obviating 
the heavy losses of cattle usually experienced from the high 
temperature and bad ventilation. It might also be advan- 
tageously applied, on large passenger steamers, to cool and 
ventilate the saloons and state-rooms, as also the engine-rooms, 
&c., when in hot latitudes. 

And finally, for producing artificial surfaces of ice in enclosed 
places, so as to provide skating rinks upon which this pastime 
may be enjoyed during the mildest winters, or at any season of 
the year. Such an application may be now seen at the 
Niagara Hall, London, of which the following is a brief 
description ; — 

The plant consists of ammonia compression machines of the 
De La Vergne type, the ice-making capacity of which are of 
12 tons per day each. The rink itself when in every-day 
use requires the expenditure of a refrigerating power equal to 
that consumed in the manufacture of 8 tons of ice per day, 
and the balance of power, which is considerable, is employed 
in the manufacture of block ice, and in maintaining large cold 
stores or chambers in connection with the rink at the required 
temperature. 
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The congelation or freezing of the water to form the ice 
surface of the rink is effected by a network of pipes which are 
laid upon the floor of the said rink, and through which brine, 
reduced to a sufficiently low temperature in the refrigerator of 
the machine, is kept in constant circulation by means of a 
suitable brine pump. The non-congelable liquid or brine 
employed in this instance is a strong solution of calcium 
chloride. 

The operation of the ammonia compression machines em- 
ployed for this purpose differs in no way from the description 
already given when dealing with that type of machine. 



CHAPTER XII. 

Ice-Making. 

The specific gravity of ice made from de-aerated water is, ac- 
cording to De Mairan, '926 ; its specific heat is '504 ; at a tem- 
perature of 32^ Fahr. i cubic in. = '033449 lb., i cubic foot = 
57*789872 lbs. j I lb. = 29*896259 cubic in., or 0174 cubic ft. 
The equivalent of a ton of ice is 318,080 thermal units,* that 
is to say that this is the amount of heat that would be required 
to convert i ton of ice at a temperature of 32° Fahr. into a 
ton of water at a temperature of 32° Fahr. ; or, on the other 
hand, it is the amount of heat that it is necessary to extract 
rom I ton of water at a temperature of 32° Fahr. in order lo 
convert it into a ton of ice at a temperature of 32° Fahr. 
The amount of heat that would have to be abstracted from a 
ton of water at 60° Fahr. to form a ton of ice at 32° is 
382,144 units. 

When the manufacture of artificial ice first assumed the pro- 
portions of an industry no great thought was given to the quality 
of the product, and consequently all, or the greater part, of the 
ice so made was opaque. 

Soon, however, a demand for a superior article arose, and it 
became necessary to introduce means for the production of 
clear, transparent, crystal ice ; the result being numerous inven- 
tions and patented devices of more or less efficacy. 

The reason why the blocks of ordinary artificial ice are 
formed opaque is that the rapidity of the freezing process pre- 
vents the air contained in solution in the water Irom escaping, 
and this opacity increases towards the centres of the blocks, 
and is less in hot climates than in colder ones because the 
quantity of air held in the water decreases as its temperature is 
raised. Not only is this opacity objectionable by reason of 

* A Thermal unit is that amount of heat necessary to raise the tem- 
peratures of I lb. of water 1* by the Fahrenheit scale when at 32°. Mech. 
eq. 772 ft. pounds. 
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the less pleasing appearance of the ice, Lut also on account of 
the far inferior keeping qualities of the article. 

Five methods may be employed for preventing this opacity 
and forming clear, transparent, crystal ice, viz., by freezing the 
water slowly at comparatively high temperatures ; by agitating 
the water in cans, moulds, or cases during the process of 
freezing, so as to admit of the escape of the contained or im- 
prisoned air ; by forming thin slabs of ice on what is known as 
the wall or plate system; by freezing water in shallow stationary 
cells ; and finally by de-aerating or depriving the water of its air 
before placing it in the moulds or cells. 

The first of these plans, besides, at best, only producing 
blocks of ice partially clear, was so extremely slow, and re- 
quired the use of such a large number of cans or moulds, and 
correspondingly large tanks^ as to thereby render the first cost 
of the apparatus ruinously high, and it was consequently soon 
abandoned altogether; a modification of the same method 
wherein the temperature of the liquid or medium used for 
abstracting the heat from and freezing the water was gradually 
decreased, having likewise experienced the same fate. 

The second method, or agitation, can be more or less suc- 
cessfully earned out in a number of different ways, but has, like- 
wise, certain drawbacks ; for instance, complication of mechan- 
ism, increased first cost of plant, &c. 

The third and fourth methods, or the wall or plate and 
shallow stationary cell systems, are also objectionable, by reason 
of the extent of the plant required and the slowness of the 
process. 

The fifth method or that wherein the water is first de-aerated, 
that is to say, the air is expelled from the water before it is 
placed in the cans, moulds, or cases^ is, all things considered, 
perhaps the most satisfactory, and is in extensive use in many 
works where large quantities of ice are made. 

In the plate or wall system, which was invented by Twining 
and Harrison, in 1850 — 1856, one or more hollow or cellular 
plates, or walls, of sheet or cast iron are fixed in a properly 
insulated tank, which contains the fresh water to be frozen, 
and a circulation of cold brine is kept up through the said 
hollow plates or walls. The brine is either cooled in a brine- 
cooler or refrigerator by evaporating-coils connected to the gas- 
pump or compressor, m the case of an ammonia-compression 
machine, or to the absorber in an ammonia-absorption machine, 
in the usual or ordinary manner ; or the said refrigerating coils 

p 
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may be placed within the said hollow or cellular walls or plates 
themselves. In a short time ice will begin to form on both 
sides of the plate, and layers of ice become gradually built up 
thereon. To remove these layers or slabs of ice, the cold brine 
is withdrawn, and warm or tepid brine passed into the hollow 
or cellular plates or walls, when the said slabs are melted or 
thawed off and detached therefrom. 

The stationary cell system when employed to make clear or 
transparent ice without agitation, or using water that has been 
deprived of its air, consists of a number of shallow pan-shaped 
cells having hollow walls, through which a circulation of cold 
brine is kept up. The ice is removed therefrom as in the plate 
or wall system. 

Transparent ice is also formed in deep cells provided with 
agitators. In the latter case a number of cellular or hollow 
walls of wrought or cast-iron are fixed in a suitably insulated 
lank or cistern, the water to be frozen being placed between 
the said walls, and the refrigerated brine circulated through the 
hollow walls of the cells therein. The ice gradually forms on 
the outside, and increases in thickness until the two opposite 
layers meet and join, but the freezing may be stopped at any 
time and the ice removed; this latter operation can be very 
conveniently effected by passing brine at a higher temperature 
through the cells. 

Amongst the numerous different methods devised for agi 
tating the water whilst it is freezing, mention may be made of 
the following : — The insertion into the can or case of a metal 
or other bar which has imparted to it a vertical reciprocating 
motion through a revolving shaft and cam or wiper, or by a 
crank on the said shaft, or the placing in the said can or case 
of a wooden or other paddle which is moved to and fro, or of 
an endless screw or spiral which is rotated by any suitable 
mechanism. The. introduction into the can or case of a pipe 
extending to within a short distance of the bottom thereof, and 
through which a current of cold air is forced, which rising in 
bubbles through the water, produces a circulation in the latter. 
The imparting of a rocking or oscillating motion to the can or 
case itself during the freezing operation. 

The main objection to those arrangements wherein some 
form of agitator, or the above-mentioned air tube, is inserted 
into the can or case, is the necessity for withdrawing them, 
at or near the termination of the freezing operation, to pre- 
vent them from being frozen into the blocks of ice. 
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In ihe last-named method, the gear for imparting motion to 
a large number of cans or cases is found to be exceedingly 
cumbersome, and has besides to be disconnected, to allow of 




Fig. 71. 



their being lifted from the ice-making tank or cistern to 
remove the finished blocks of ice therefrom. 

Fig. 77 shows a patented arrangement of Pontifex and 
Wood's for making clear or transparent pyramids of ice suit- 
able for table decoration, &c. The ice-making or brine tank 
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is formed of iron, wood lagged, and the intervening space is 
filled with sawdust. The ice-moulds or cases are made of 
galvanised wrought-iron, and are of a suitable pyramidical 
form ; and the agitators consist of spirals or endless screws, 
which are kept constantly revolving, during the freezing of the 
block, by gut or other bands gearing on pulleys, fixed upon 
the vertical spindles carrying the said spirals or endless screws, 
and upon an horizontal shaft supported in bearings in brackets 
secured to the side of the tank, to which latter shaft rotary 
motion is imparted, through belt gearing from any available 
source of power, as is very clearly shown in the drawing. 
When the block is nearly frozen solid the agitators must be 
withdrawn, for which purpose the brackets carrying the spiral, 
or endless screws, are so secured to the tank as to be readily 
removable therefrom. 

By arresting the freezing action before the block is frozen 
quite solid the central hollow can be filled up with fruit, flowers, 
or other objects, and afterwards the congelation completed, 
thus producing very beautiful effects. 

. Fig. 78 is a perspective view showing a can ice-box, which is 
the oldest and simplest method of making clear or crystal ice. 
The construction of the apparatus, which is of the Pontifex- 
Wood improved type, will be very readily apparent from the 
drawing. The agitators, which are very readily removable, 
are operated through rods running upon rollers, to which rods 
a reciprocating motion is imparted from a rocking shaft mounted 
at one end of the tank, through suitable connecting-rods. The 
ice-making tank is similar in construction to that shown in 
Fig. 77, but is of larger dimensions, and is filled with brine, a 
circulation of which is kept up from the coils of pipes in the 
cooler of the refrigerating machine by a brine-pump, in the 
usual manner. The ice-cans or moulds are formed of gal- 
vanised iron, and the blades of the agitators are of wood. To 
remove the finished blocks of ice from the moulds or cans they 
are dipped for a few seconds in a tank containing warm water, 
which may be derived from that running to waste from any 
convenient source. The sizes of the blocks of ice made, vary 
from 2 ft. X 2 ft. X 6 in. in thickness up to 3 ft. 6 in. x 3 ft. 
6 in. X 12 in. in thickness, and in weight from i cwt. up to 
6 cwts., according to the dimensions of the cans employed. 

Puplett's agitators for liberating the air from the water during 
freezing are also reciprocated by cjank mechanism. They are, 
moreover, so arranged that as the ice grows, and it becomes 
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necessary or desirable to reduce the width of the paddles or 
agitator-blades, the latter can be feathered by giving them a 
quarter-turn in + shaped slots. 

This system of making clear, crystal, transparent ice has, as 
already stated, several objectionable features, which may shortly 
be summed up as follows : — 

The blades of the agitators occupying the centres of the cans 
or moulds whilst the blocks are freezing, have to be withdrawn 
at the finish, in order to prevent their becoming frozen into the 
blocks, consequently the spaces occupied by them during their 
traverse have to be congealed without agitation, with the result 
that each block has a narrow core of semi-transparent or almost 
opaque ice in the centre, which, to a slight degree, spoils its 
appearance, although the keeping qualities of the ice are not 
affected thereby. If, however, any impurities are contained in 
the water they become frozen up in the blocks and show 
through them, to the considerable detriment of their appear- 
ance. 

The unavoidable freezing of the blocks at different speeds 
frequently results, with careless watching, in some of the agi- 
tator blades or paddles getting frozen in prematurely, and 
broken off. The cans or moulds are sometimes filled too full 
of water, which, in consequence of the expansion due to freez- 
ing, runs over into the brine solution and dilutes it, in some 
cases to such an extent as to cause it to freeze or congeal at 
the ordinary working temperature of the machine. 

The additional weight of the cans or moulds which have to 
be lifted with the blocks of ice entails an extra expenditure of 
labour, and the constant handling thereof renders their lives 
short, and necessitates a large stock, and frequent repairs and 
renewals. 

To obviate the first of these objections, wooden frames have 
been sometimes placed in the centres of the moulds or cans, 
inside which the agitators are adapted to work, a block of ice 
being frozen up at each end. This, however, gives rise to fur- 
ther serious objections, the wooden frames having to be removed 
from the moulds or cans with the ice blocks, detached there- 
from by means of chisels, and again replaced in the moulds, 
and a certain quantity of dirty water has moreover to be 
pumped out of each of the latter before the withdrawal of the 
ice block and frame therefrom, both of which operations entail 
much additional labour. The unequal rate of freezing of the 
blocks causes some of thenl to come out of an uneven shape 
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and under their proper weight, owing to the large holes in their 
centres. 

Every apparatus for making ice on this system should be 
fitted with an arrangement for automatically supplying to each 
can or mould a sufficient predetermined charge, and no more. 
In the absence of this, however, a gauge should be used, and 
the greatest care in filling the cans should be exercised. The 
moulds or cans should not be filled to more than within 6 in. 
of the top. 

On the other hand, again, the can system has several well- 
defined advantages which certainly deserve full consideration. 
For instance, the first cost of the simple apparatus is low as 
compared to many others ; the blocks of ice produced being, 
as a rule, of an uniform given size and weight, the necessity for 
weighing them is dispensed with, and they are very convenient 
to load and pack ; should a can become leaky it can be placed 
on one side for repairs and a spare one inserted in its place 
without delay ; and, lastly, the construction of every part of 
the apparatus is so simple that it can be made or repaired by 
any ordinary engineer without special knowledge of ice- 
making machinery. 

Many ingenious, but complicated and expensive, mechani- 
cal arrangements have been also devised for facilitating the 
handling of the cans or moulds, and so lessening the labour of 
moving them, a brief description of some of which will be 
found at the end of this chapter. 

In 1885 Carl Linde patented an invention designed to over- 
come the objection to having to remove the agitators when 
the freezing of the blocks of ice is nearly completed, by pro- 
viding suitable means whereby an horizontal flow of water is 
determined throughout the whole depth of the mould from 
one end to the other during congelation, by external me- 
chanism. 

In Fig. 79 is illustrated an improved ice-making tank or box 
on the wall or plate system, also designed by Pontifex and 
Wood. The construction and operation of an apparatus of 
this type have been already briefly described at the commence- 
ment of this chapter. The hollow or cellular walls, which are 
formed of galvanised iron, are, as will be seen from the 
drawing, fixed vertically to the hollow cast-iron ends of the 
tank. The agitators are similar in construction to those shown 
in Fig. 78, and are reciprocated in a like manner. The cold 
brine is circulated through the hollow ends and hollow or 
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cellular walls, and suitable cocks and connections are provided 
which admit, when the freezing is finished, of the cold brine 
being completely drained out of the said hollow or cellular 
walls into the cold brine tank, and warm brine being introduced, 
by a small pump, from a warm brine tank heated by a coil of 
pipes, so as to melt or thaw the ice slabs off the walls or plates, 
and leave them ready for removal. 

The hollow or cellular walls are, moreover, so constructed as 
not to reach quite to the bottom of the iccrmaking tank, and 
in this space all the impurities voided by the water settle. 
The freezing is generally continued until the slabs of ice extend 
to within a quarter of an inch of the blades of the agitators, 
when the cold brine is shut off and turned on to another tank 
from which the ice has been just removed. 

The agitators are lifted out, and the slabs of ice, which when 
melted off the walls or plates are generally 14 ft. in length, 3 ft. 
in depth, and from 6 to 10 in. in thickness, are sawn into con- 
venient lengths, and raised from the surplus water in the ice- 
making tank, in which they remained floating, by means of an 
overhead traveller, by which they are deposited, either directly 
into a cart for removal, or upon a platform from which they are 
dragged or otherwise delivered into the ice store. When the 
slabs are detached from the walls or plates, the hot brine is 
shut off and completely drained out of the latter, the water 
again filled up to the usual level, the agitators are replaced, 
and the circulation of cold brine is again turned on. 

The water must be entirely run out of the tank about once 
every week, and the sediment and dirt at the bottom thoroughly 
cleared out. 

The ice made by this apparatus is of very superior quality, 
being of great purity, and of a most attractive, brilliant, clear, 
appearance, and it is in great demand for use in restaurants, 
clubs, etc., fetching a higher price than other makes. 

There are, however, certain drawbacks to its use, the 
principal one of which is, that the ice cannot be obtained in 
blocks of uniform size and weight without an expenditure of 
considerable labour in cutting them into shape. In case of any 
necessity for repairs arising, moreover, the whole of one of the 
ice-making tanks or boxes has to be shut off, and is thrown 
out of use. 

The plate or wall system, besides, is necessarily very slow 
from the fact of the freezing process going on on one side only, 
instead of from four opposite sides conjointly, as in the can 
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system, wherein the four surfaces growing gradually together in 
the centre finally unite into a solid block of ice the width of 
the can. If, therefore, a slab or block of ice of an equal thick- 
ness is to be formed on a plate or wall congealing only from one 
side, the time occupied in freezing it will be quadrupled. 

The advantages over the can system may be enumerated as 
follows : The ice made is, as above mentioned, of a very 
superior quality. The liability of any of the agitator blades 
becoming frozen in, and broken off, is very slight. Only the 
ice itself having to be handled the weight to be manipulated 
is considerably reduced. The ice-making tanks can be shut off 
when the ice is finished, and left until it is convenient to 
remove the ice, thus admitting of night shifts of labourers 
being dispensed with. Owing to there being no parts, like the 
movable cans or moulds, liable to rapid deterioration, less 
expenditure on repairs is required. No possibility exists of the 
brine solution being weakened by the accidental spilling ot 
water into it, as in the former system. 

The plan wherein stationary cells are employed consists in 
the provision of fixed or stationary shallow pans, or moulds, 
having hollow walls, the intervening spaces being open at the 
top. These cells or moulds are filled with water, and a circu- 
lation of cold brine is passed through the said hollow walls, 
and the said water frozen, after which the cold brine is stopped 
oflf and completely drained out of the hollow walls, and warm 
brine is caused to circulate therethrough, melting or thawing 
off and loosening the blocks, which can then be easily removed 
from the said cells or moulds, which are then refilled and the 
operation repeated. In this system an entire tank has to be 
emptied at once, as in the plate or wall system ; therefore, in 
order to make the operation continuous, at least two tanks 
must be provided. 

If the cells are constructed deep in proportion to their width, 
that is to say, substantially similar in form to the moulds or 
cases used in the can system, then the freezing or congealing 
of the water will be as rapid as in the latter, but agitation, 
de-aerated water, or other means will have to be used if crystal 
ice is required. If, however, they are made shallow, and pan- 
shaped, then the freezing being almost entirely done from the 
bottom will be extremely slow, as it is in the plate or wall 
system where the formation of ice is also effected upon one 
side only. 

The advantage ot forming the cells shallow is that clear, 
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transparent crystal ice can be made in them without agitation, 
or using water for freezing that has been de-aerated or deprived 
of its air. The slowness of freezing is, however, on the other 
hand, a great drawback, and is the chief objection to the use of 
the shallow stationary cell system, as the congelation of a 
block of ice on this plan, of equal thickness to one formed in 
a deep can or mould, or in a deep stationary cell, takes about 
four times as long, it is evident that the apparatus requisite for 
an equal output must become cumbersome and expensive. 

Fig. 80 is a perspective view showing a Pontifex-Wood 
patent cell ice-making tank or box the main novel feature in 
which is the arrangement of the agitators externally to the spaces 
where the blocks or slabs of ice are formed. The apparatus 
consists in a tank with a galvanised wrought-iron hollow or 
double bottom, two galvanised cast-iron hollow cross walls or 
partitions, and a number of short galvanised cast-iron longitu- 
dinal hollow walls fixed at right angles to the said cross walls, 
and so that there is a space or clearance left between their 
adjacent ends in the middle of the tank, and between the other 
ends, and the extremities of the tank, in which open spaces are 
placed the agitators. The movements of the latter give an im- 
pulse to the water, causing it to rush in waves between the longi- 
tudinal walls, and wash out all the impurities thrown off or voided 
by the water during the freezing process, which impurities settle 
at the bottom of the open spaces. In this arrangement the 
two layers of ice gradually growing in thickness between each 
two longitudinal walls, at last meet and freeze together, so as 
to form a solid block or slab of ice of a given size and weight. 

To remove the blocks of ice they are first loosened or melted 
off in a similar manner to that employed in the ordinary plate 
or wall system, after which they are gently started away from 
the cross walls to enable the ice-grips to grasp each end, and 
are then lifted out by an overhead traveller in the usual way. 

The only ones of the hereinbefore-mentioned objections to 
which this arrangement seems open are, that, when an ice- 
making tank or box is in need of any repairs it has to be 
completely shut off, and the capacity of the apparatus is thus 
reduced for the time being ; and, owing to the space occupied 
by the agitators being lost for ice-making purposes, the size of 
the apparatus required for a given output has naturally to be 
somewhat increased. 

The advantages claimed by the inventors are as follows : — 
The blocks of ice are produced of an uniform size and weight, 
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and are convenient to manipulate, load, and pack. The ice is 
of superior purity and appearance, and the slabs are of great 
thickness and durability. There is no liability to breakage of 
any of the blades of the agitators. There are no cans or moulds 
to handle or repair. The walls are fixed and the general 
arrangement is of very great strength and practically indestruc- 
tible. Only the actual ice itself has to be handled, therefore les's 
weight has to be moved in comparison with the can system. 
No cutting up and consequent waste, or weighing of the ice is 
required, as in the wall or plate system. When an ice tank or 
box is finished, it can be shut off by simply turning the cocks, 
and left till it is convenient to remove the ice. Thus all the 
tanks or boxes can be set so as to be completed during the day, 
and no night shift of labourers is required. And, finally, the 
water cannot spill into the brine and weaken it, as it does in 
the can system, unless consideiable care be exercised. 

The sizes of tlie blocks of ice made in these boxes run from 
3 ft. 6 in. by 3 ft. 6 in. by 9 in. in thickness up to 3 ft. 6 in. by 
3 ft. 6 in. by i ft. 9 in, in thickness, and the weight likewise 
varies in a corresponding ratio from about 4 J cwts. up to 10^ 
cwts. each. Very thick blocks are not, however, found to be 
commercially successful, inasmuch as they take too long a time 
to freeze or congeal. 

As in the ordinary wall or plate system every plant working 
with the above described ice-making tanks- or boxes, in order 
to render the process continuous, must have a set comprising 
two or more of the latter. Thus a 4-ton plant has two boxes, 
a 6-ton three boxes, a 9-ton three boxes, a 15 -ton either three 
or four boxes, and a 2 4- ton either six or eight boxes. 

The last of the plans mentioned for making clear or trans- 
parent ice, or that wherein the water to be frozen is first 
de-aerated or deprived of its air, is usually carried out in an 
apparatus working on the can system, but the water so treated 
may be used in the cell or any other system with equally 
favourable results. 

The process of de-aerating the water is one of the utmost 
simplicity, and the product is found to answer admirably, the 
ice produced being of prime quality. 

The methods used for extracting the air from the water are 
either by subjecting it to a long-continued boiling ; by exposing 
it to a high vacuum ; or by distilling it under exclusion of the 
atmosphere. 

In order, however, to economise fuel, it is a not unusual 
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practice to utilise the exhaust steam from the engine for the 
purpose of ice-making, as described on page 49 ; and as this 
exhaust steam contains an admixture of more or less of the 
lubricating oil from the engine cylinder, it must be deprived 
of this before being thus used. This is very easily accom- 
plished by passing the said exhaust steam through steam-fillers 
of very simple construction, and after the steam has been thus 
filtered it is condensed, and the resultant water is agam 
thoroughly filtered so as to, as completely as possible, deodorise 
it. The can ice produced from this de-aerated or air-freed 
water still contains a very thin stratum or core of porous ice in 
the centre, but it is insignificant, and not sufficient to injure 
the appearance of the blocks to any appreciable extent. 

Another method of utilising the exhaust or waste steam for 
de-serating or producing water freed of its air, is by employing 
it for the evaporation or distillation of other water in a suitable 
still or apparatus, as, for example, a Haslam distilling apparatus, 
or in a single effect, or, for very large plants, a multiple effect, 
evaporator of the Yaryan type. 

The Haslam distilling apparatus is constructed upon the 
triple-effect principle, and comprises a first boiling pan, a 
second boiling pan, a condenser, a feed-water heater, and a 
distilled-water receiving tank or vessel. When no exhaust or 
waste steam is available the plant also includes a suitable 
steam-boiler. 

Fig. 81 is a perspective view, partly in section, illustrating a 
complete single efiect distilling apparatus of the Yaryan type, 
which are made in various sizes, adapted to produce from 3 tons 
to 48 tons of distilled water per twenty-four hours. The appa- 
ratus consists essentially of a cylindrical evaporator, having an 
horizontal body or shell of wrought iron, with a separator 
similarly constructed at one end, and a number of straight, 
solid-drawn tubes (according to the capacity of the machine) so 
fixed in tube plates provided at both ends of the said shell or 
body as to be capable of being readily withdrawn therefrom for 
cleaning purposes. These tubes are connected at their ends 
by return heads, so as to throw them into sets or series, thus 
practically forming coils of pipe of any desired length. The 
water to be distilled is passed through these coils or sets of 
pipes, the exhaust steam being admitted to the space round 
them, and the steam or vapour from the said evaporating coils 
passes through the separating chamber, which is fitted with 
baffle or check plates, as shown in the drawing, to the con- 
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denser, which latter also forms an interchanger and heals the 
water to be distilled. 

The distinctive feature of this system is film evaporation, 
that is, the blowing of the whole mass of the liquid to be 
evaporated into spray, and its rapid motion through the sets or. 
scries of lubes during the process. This latter point is of 
great importance, and is the chief reason of the great efficiency 
of this type of apparatus. The result is due to the fact that 
there is a very considerable gain in absorption of heat by the 
liquid imder treatment as its velocity increases, owing to the 
fact that new particles of the said liquid are being constantly 
brought ' into contact with the heated surfaces, and naturally 
the more rapid its motion over the latter the more frequently 
will this occur. /. 

When in operation there will be a vacuum of from 12 ins. to 
1 5 in. in the separator, and the steam pressure in the evapora- 
tor should be about 15 lbs. per square inch: the latter may, 
however, be increased to about 40 lbs. per square inch. 

The feed taken from the circulating discharge is usually 
drawn ihio the tubes by reason of the vacuum in the separator ; 
if, however, condensation is carried out at atmospheric pressure, 
it is forced in owing to the head of water due to the height of 
the circulating discharge, or to a loaded valve. 

The advantages of an apparatus of this type for producing 
pure distilled water for ice-making are obvious, inasmuch as it 
admits of its being obtained free from the slighest trace of oil, 
by the use of exhaust or waste steam only, and that without any 
necessity for filtering. The dispensing with filtering is of some 
importknce, as each time the distilled water is passed through a 
new filter it takes up a considerable quantity of air, and conse- 
quently until all the air has become expelled from the said filter 
the water is in no way superior to ordinary undistilled water, 
and the ice made from it is opaque and porous. The con- 
densed exhaust steam, after having performed its duty in the 
evaporator, may be either run into a hot-well to be used for 
boiler feeding purposes, or it may be run to waste. 

Fig. 82 illustrates one of the Mirrlees, Watson, and Yaryan 
Company's larger forms of distilling apparatus, which is suit- 
able for installations turning out considerable quantities of ice 
per twenty-four hours. As will be seen from the drawing it is 
a sextuple or six-effect apparatus. On the right are situated 
the air, circulating, brine, fresh water, and feed pumps, which 
are all driven off one engine, and are, with the latter, the only 
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moving parts. Next is placed the distilling condenser (between 
two heaters in which the feed-water becomes partially heated 




Fig. 82. 

on its way to the evaporator) ; and finally, on the left, six 
separators placed in a vertical column, with the corresponding 
six effects arranged horizon till y in the rear. 

Q 
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In operation there will be a pressure of from 40 to 60 lbs. 
in the first effect, and a vacuum of about 27 inches in tlie 
distilling condenser, the apparatus being so proportioned that 
this difference of pressure will distribute itself automatically 
between the several effects. The feed for the evaporator 
being taken from the circulating water of the distilling con- 
denser, a certain amount of heat, which would otherwise be 
rejected, is utilised at the very commencement of the opera- 
tion, and the efficiency of the apparatus is further increased 
and heat economised by a multiple effect system of heating 
the feed before reaching the evaporating vessel. The first 
stage of heating the feed referred to is effected by exposing it 
to the vapour given off by the water evaporated in the last 
effect while this vapour is on its way to the distilling con- 
denser, and then to the vapour from the several effects 
constituting the evaporating apparatus, until it receives its final 
increment of heat from the steam employed to heat the first 
effect, into which the feed enters at or about the boiling point 
of that effect. 

The feed entering the first, passes down through all the 
effects of the apparatus. The water resulting from the 
condensation which takes place on the different heating 
surfaces, together with that from the last effect, being eventu- 
ally delivered as cold distilled water. Usually the water 
resulting from the condensation of the steam employed to 
heat the first effect is separated from that produced in the 
remainder of the apparatus, as being likely to be slightly 
contaminated, and is reserved for feeding the boiler supplying 
steam to the apparatus, pumping engines, &c. On the 
number of effects used in combination with the system of 
evaporating water in continuous motion depends the great 
economy of fuel which is obtained in apparatus of this type. 
The only labour required in connection with the apparatus 
is that for stoking the boilers, and the necessary attention 
to the feeding of these, and to the working of the pumps. 
All parts of the apparatus are readily accessible, hinged 
doors at the end of each effect giving easy access to the 
interior of these for cleaning purposes when required. 

An exceedingly compact and efficient form of portable 
Yaryan distilling apparatus has also been designed by the same 
firm, which is entirely self-contained and is easily movable, 
being mounted upon an independent carriage supported upon 
strong iron wheels. The apparatus comprises two Yaryan 
evaporators arranged to work^as ^ double effect, a distill* 
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ing condenser in connection therewith, a suitable feed water- 
tank, a pump for feeding the water to be distilled through a 
heater into the first effect or vessel, and a tail or circulating 
pump for condensing the steam given oflF from the second effect 
or vessel in the said distilling condenser. The steam required 
for working the apparatus is supplied from a portable boiler 
fitted with a donkey feed-pump, &c., and also mounted upon 
iron road wheels. 

The advantages of a portable distilling apparatus capable o£ 
being shifted with great facility from one source of water 
supply to another, or to any desired location in the works, are 
obvious. And the compactness of the installation renders- it 
very easily manageable, one skilled attendant and a boy being 
sufficient for a machine having a capacity to produce 85 gallons 
©f pure fresh water per hour from strong brine averaging twice 
the density of ordinary sea water. Exhaustive tests proved 
most conclusively that the efficiency of the plant was fully 
equal at the termination of each run to what it was at the 
commencement, which abundantly demonstrated the self-clean- 
ing powers of the apparatus when treating water so strongly 
charged with salts. The evaporative duty was 4J lbs. of water 
per pound of common wood fuel ; with coal, however, the duty 
would be about double per pound of coal consumed, and 
naturally when treating impure water of less density than the 
said brine, or comparatively pure water for de-aerating purposes, 
the amount of pure de-aerated water obtained per pound of 
fuel consumed would be proportionately larger. 

In the case of a single effect distilling apparatus the above 
fuel consumption would be doubled to produce the same 
amount of distilled water, and the more effects that are em- 
ployed up to a certain point the greater the economy, a six- 
effect apparatus being found capable of producing 36 lbs. of 
pure distilled water for each pound of fuel consumed, that 
amount being over and above what was evaporated in the boiler 
which was returned to the latter. 

It is obviously, therefore, advisable wherever the demand for 
the de-aerated water warrants it, to employ a multiple effect 
distilling apparatus.* 

In most factories, however, the exhaust steam from the 

♦ A detailed description of the larger' forms of multiple effect Yaryan 
evaporators, with reference to their use for the evaporation and concentra- 
tion of saccharine juices and solutions, will be found in a tr(;atise on 
" Sugar Machiaery,'^ by the same author. 
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engines will be available for use in the apparatus, and the 
expenditure on fuel for raising steam, specially for use in the 
evaporator, is saved. 

The evaporator should be opened every two or three weeks, 
and if scale is found on any of the tubes, these should be with- 
drawn and clean ones inserted in their place. The best means 
to employ for removing the scale from the tubes is to pass them 
over a slow fire, care, however, being taken not to apply more 
heat than is necessary to bring off the said scale. 

As the refrigeration of cold stores or chambers, so also the 
manufacture of ice with modern machines may be divided into 
two main systems, that is to say, the one wherein brine pre- 
viously reduced in temperature in the cooler or refrigerator ot 
the machine is used for freezing the water, and the other 
wherein the said freezing or congelation is effected by the 
direct expansion of the refrigerating agent. 

It will be readily seen that the latter system enables a very 
considerable amount of apparatus, essential in the first, to be 
entirely dispensed with ; prevents the loss of efficiency due to a 
second transmission of heat; and, moreover, avoids the mess 
and inconvenience so frequently occasioned by a careless or 
unskilful use of the brine solution. 

Much greater difficulties, however, have to be surmounted 
before the direct expansion system can be successfully applied 
to ice-making, than is the case with the cooling or refrigerating 
of cold stores or chambers. In the latter, indeed, all that is 
required to ensure complete success is a perfectly gas-tight 
system of pipes, and as a pipe of no very great diameter form- 
the safest, surest, and least expensive method of imprisoning or 
confining a gas of a searching nature, it consequently follows that 
no insurmountable difficulty is here experienced. But the freez- 
ing or congelation of water is quite another matter, and requires 
straight surfaces, as it is not only very difficult to remove the 
ice that becomes formed round pipes, but a very considerable 
portion of it is also wasted in so doing. Hitherto attempts to 
construct straight surfaces with sufficiently gas-tight joints have 
proved a failure. 

In another system, wherein an imitation of the natural process 
is attempted, the water to be frozen is exposed in well insulated 
rooms or chambers to a temperature far below freezing point. 
This plan, however, is not found to answer commercially owing 
to the extreme slowness with which the freezing or congealing 
of the water is effected, by reason of the low specific heat of 
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air and its poor capacity for conduction, a fault which cannot 
be got over even by increasing the cooling surfaces of the rooms 
to an abnormal degree. 

The method of making ice without the use of either a 
primary or secondary cooling agent, that is to say, by freezing 
I he water in vacuo, has been already dealt with when describ- 
ing the Carr^, Windhausen, Harrison, and other vacuum 
machines. Briefly, the principle upon which they work is that 
if water be exposed in a practically perfect vacuum it is rapidly 
turned into vapour, and this change requiring a large quantity 
of heat which must be provided by the water itself, that portion 
of the water which is not vaporised becomes frozen solid. As 
already mentioned, however, the ice thus made is more in the 
form of granulated snow, and, being brittle, charged with air, 
and possessing no durability, it is practically of very little or no 
market value. 

A combination of the direct expansion and the brine system 
was described in the specification of Lightfoot*s 1885 patent, 
which, as already mentioned, consists of a combined refrigerat- 
ing and ice tank, wherein moulds were to be arranged between 
coils or pipes through which the vaporised freezing medium 
was to be caused to circulate, the said moulds and pipes being 
surrounded by brine, or uncongealable fluid, not mechanically 
circulated. 

A factory for making ice consists of more or less solid build- 
ings in accordance with the particular regulations of the locality, 
capital at command, etc. Fig. 83 shows an arrangement of 
the ice-tank, or box-room, but in addition to this the factory 
will comprise a machine-room, boiler-room, ice store, offices, 
loading platforms, etc. 

The arrangement shown in the drawing is intended for 
making ice on the can system, and the ice-boxes are precisely 
similar to that illustrated in Fig. 78. Above the ice-boxes is 
provided a travelling hoist, or crane by means of which the 
cans, or moulds, can be conveniently raised one by one from 
the said ice-boxes, when the water in the said cans has been 
frozen, and transferred to the platform shown on the right-hand 
side of the drawing. On or beneath this platform are provided 
a suitable number of thawing or relieving tanks filled with warm, 
or tepid water, at about 70° Fahr., and into this the can or 
mould is dipped for a few seconds, after which the block of ice 
can be readily turned out on a tip- table, and the said can or 
mould is again filled with water and returned into the brine- 
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tank to recommence freezing. The ice blocks, or cakes, are in 
some instances turned out of the cans or moulds at, or delivered 
to, the upper end of an inclined plane, or runway, down which 
they pass to the ice-store, or ante-chamber leading thereto* 
The waste water tanks, etc., are located beneath the ice- 
making tanks or boxes. 

As has been already mentioned, numerous contrivances for 
minimising the work of handling the cans or moulds and the 
blocks of ice have been devised. 

Puplett and Rigg's patent of 1887 comprises an arrangement 
for facilitating the lifting of the cans or cases, and removing the 
ice. This labour-saving contrivance consists in an apparatus for 
connecting two or more of the cans, moulds, or cases together, 
and comprises a frame which is provided with trunnions or 
gudgeons so situated as to be slightly above the centre of 
gravity of the said cans or moulds. At one end of each of 
these frames a quadrant, worm and worm wheel, or some other 
convenient means, are provided, for enabling the frame and 
moulds therein to be inclined to any required angle. To admit 
of the frames being raised from the ice-making tank or box by 
the overhead traveller the latter is fitted with links adapted to 
engage with the above-mentioned trunnions or gudgeons. The 
frame, and moulds or cans, being nearly balanced on their 
trunnions, the labour of discharging the ice therefrom is greatly 
reduced, and the operation is moreover considerably expedited. 
The quadrant or worm gearing is usually so arranged as to 
engage with a suitable device fixed on to the links of the over- 
head traveller ; but mechanical contrivances can be dispensed 
with, and the frame containing the moulds tipped by hand, 
which operation, owing, as above mentioned, to its being 
almost balanced, can be so accomplished without any difficulty. 

Ice-delivery machines and other labour-saving appliances are 
also manufactured by the Pulsometer Engineering Company, 
Limited, and others. 

Whatever the arrangement, however, for drawing the ice, one 
thing is absolutely necessary to ensure economical working, 
and that is the strictest regularity. It is, of course, understood 
that the machinery should also be kept working at as uniform 
a speed as possible, and that all temperatures should be main- 
tained as normal as practicable. 

Suitable ice elevators are also required for raising the blocks 
of ice from one level of the factory to another. Amongst 
numerous devices for this purpose, mention may be made of 
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the following; viz., That wherein an endless chain, provided 
with hooks, is employed to grab the blocks of ice, and drag 
them up an incline, which latter may be made in sections, so 
as to admit of the ice being discharged at different elevations. 
The hooks are set in position to engage with the blocks of 
ice by a spring bar upon the frame carrying the driving-wheel. 
In another arrangement the blocks of ice are shoved up 
a fixed spiral incline, by arms or levers projecting radially 
from a shaft, located vertically in the centre of the said incline, 
and rotated in any convenient manner. 

Ordinary hydraulic or steam platform lifts, communicating 
between the different floors of the factory, may be located 
wherever found to be necessary and convenient. 

A number of loose tools are likewise required in an ice- 
factory for manipulating the ice, such as ice-saws, hatchets, 
hooks and picks, hoisting tongs, etc., etc. 

It is advisable to have hydrants in suitable positions through- 
out the buildings, and this precaution is especially desirable 
where ammonia machines are in use, the extreme affinity of 
ammonia for water rendering the latter (as already mentioned) 
the best remedy to employ for killing the said ammonia should 
any considerable quantity become accidentally spilt. 

The ice store is usually refrigerated by means of a brine or 
direct expansion coil, and the ante-room thereto should be 
cooled in a similar manner. It may be taken that, as usually 
stored, a ton of ice will occupy about 50 cubic feet. The top 
layer should be covered with dry sawdust or shavings. 

In some places it is found advisable and advantageous to 
add to the ice factory buildings, one or more cold stores or 
chambers, wherein perishable products can be preserved for 
parties desiring such accommodation. 

The management of ice-making and refrigerating machines 
has been dealt with in the preceding chapters, so far as the 
space at command would allow. That of the steam-engines 
or other motors employed for driving these and of the miscel- 
laneous accessory machines and apparatus will, of course, in 
no way differ from those used for other purposes, and instruc- 
tions for the proper care and working thereof are outside the 
province of this work.* 

♦ For detailed information regarding friction, and the management and 
lubrication of the rubbing parts of machinery see ** Bearings and Lubrica- 
tion," by the same author. 



CHAPTER XIII. 
Cost of Working. 

The cost of producing cold with any of Ihe hereinbefore 
described machines must of necessity vary in different localities 
in accordance with the prices of material and labour, and even 
in the same district with the fluctuations in the market, conse- 
quently any estimates made thereof can only apply to the 
particular case in point, and in others can be taken as approxi- 
mate only. 

The main items of expense in the production of cold by 
artificial means, are fuel and skilled and other labour for 
operating the machinery, and in the manufacture of ice, for 
handling the latter. The degree of economy of working to 
which the apparatus has been brought, and the point to which 
the operation thereof has been rendered automatic, will 
naturally tend to minimise the cost of the production of cold 
and of ice-making, and the latter will also vary inversely with 
the power of the machine, as the consumption of fuel and the 
number of attendants necessary to work the machinery do not 
increase in a ratio corresponding to the size thereof, and con- 
sequently those having the larger outputs require propor- 
tionately fewer operatives. The saving, moreover, under this 
latter head is the greatest in the more expensive skilled labour. 
For instance, an ammonia machine on either the absorption or 
compression principle, with a capacity of i ton of ice per 
twenty-four hours, requires the services of two engine-drivers 
and two labourers ; whilst the same number of attendants can 
likewise work a 2 or a 5-ton machine, and the addition of a 
single labourer will be sufficient for either a 7^, 10, or 12-ton 
machine, and of three labourers for a 2S-ton machine. The 
same skilled attendants are sufficient for a machine having an 
output of 50 tons per twenty-four hours. 

According to calculations made by Mr. F.Colyer,M.Inst.C.E., 
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in 1884, ^1*01X1 observations of the working of a Pontifex- 
Wood ammonia absorption machine of a capacity of 20 tons of 
can ice per twenty-four hours, the cost of making ice, taking coals 
at London price, is 4s. gd. per ton. If, however, two machines 
were used the price would be reduced to 3s. 5d. per ton, and 
with coals at Glasgow price the cost would be further lowered 
and would stand respectively at 3s. yd. and 2s. lod. 

The cost of cooling water 10° by the same machine he esti- 
mated to be '15 of a penny per barrel cooled. 

The calculations from which these figures were deduced 
includes the cost of labour, coals, water, oil and sundries, 
repairs, loss of ammonia, 5 per cent, interest on capital invested, 
and an allowance of 4 per cent, for depreciation. 

The cost of producing clear block ice in this count? y with 
an ammonia machine working on the absorption principle is 
given at a somewhat higher figure * by Mr. Lightfoot, viz., for 
a machine of 15 tons capacity per twenty-four hours, about 
4s. per ton, and this estimate, moreover, is made on the 
assumption that good coals can be obtained at 15s. per ton, 
and is exclusive of any allowance for repairs and depreciation. 

The cost of producing ice with a Pontifex-Wood improved 
ammonia absorption machine, is stated by the makers to be, 
for a machine having a capacity of 24 tons per twenty-four hours, 
allowing for labour, coals, oil, chemicals, and water (taking 
coals at los. a ton and water at 6d. per 1,000 gallons), 2s. o}d. 
per ton. With coals at 20s. a ton it rises, however, to 2S. lo^d. 
-per ton. For a machine with a capacity of 15 tons per twenty- 
four hours, it is respectively, with coals at the above prices, 
2s. 7f d. and 3s. 7id. per ton. For a machine with a capacity 
of 9 tons per twenty-four hours, 3s. 4d. and 4s. 5 Jd. per ton. 
For a machine with a capacity of 6 tons per twenty-four hours, 
4s. 5id. and 55. 8d. per ton. And for a machine with a capa- 
city of 4 tons per twenty-four hours, ss. and 6s. 3d. per ton. 

According to Mr. Lightfoot t the action of, and losses expe- 
rienced in working an ammonia absorption machine are as 
follows : — 

" Assuming the action of the economiser to be perfect — 
which, of course, is a condition never met with in practice— all 
the heat given out by the steam in the generator-coils would 
be found in the water issuing from the condenser, less that 
portion directly lost by radiation and conduction. In this case 

• ** Proceedings, Institution of Mechanical Engineers," 1886, p. 221. 
t " Proceedings, Institution of Mechanical Engineers," 1886, pp. 220, 22 1 . 
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the total heat expended would be that required to vaporise the 
ammonia, and the water, which, in the form of steam, unavoid- 
ably passes off with the ammonia to the rectifier and condenser : 
plus the heat lost by radiation and conduction. In the refrige- 
rator the liquid ammonia in becoming vaporised will take up 
the precise quantity of heat that was given off during its cooling 
and liquefaction in the condenser, less the amount due to 
difference in pressure, and less also the small amount due to 
the difference in temperature between the vapour entering the 
condenser and that leaving the refrigerator. Again, when the 
vapour enters into solution with the weak liquor in the absorber, 
the heat taken up in the refrigerator is given to the cooling 
water, subject to slight corrections for differences of pressure 
and of temperature. Supposing there were no losses, there- 
fore the heat given up by the steam in the generator, plus that 
taken up by the ammonia in the refrigerator, would be pre- 
cisely equal to the amount taken off by the cooling water from 
ihe condenser, plus that taken off from the absorber. The 
sources of loss are: Inefficiency of the economiser; radia- 
tion and conduction from all vessels and pipes that are above 
normal temperature ; useless evaporation of water which passes 
into the rectifier and condenser ; conduction of heat into all 
•vessels and pipes that are below normal temperature; water 
passing into the refrigerator along with the liquid ammonia. 

" It will have been seen that the heat demanded from the 
steam is very much greater in the absorption system than in 
the compression. This is chiefly due to the fact that in the 
absorption system the heat of vaporisation acquired in the 
refrigerator is rejected in the absorber ; so that the whole heat 
^f vaporisation required, to produce the ammonia vapour prior 
to condensation, has to be supplied by the steam. In the com- 
pression system the vapour passes direct from the refrigerator 
to the pump, and power has to be expended merely in raising 
the pressure and temperature to a sufficient degree for enabling 
liquefaction to occur at ordinary temperatures. On the other 
hand, a great advantage is gained in the absorption machine 
by using the direct heat of the steam without first converting 
it into mechanical work; for in this way its latent heat of 
vaporisation can be utilised by condensing the steam in the 
-coils, and letting it escape in the form of water. Each lb. 
of steam passed through can thus be made to give up some 
950 units of heat; while in the steam-engine using 2 lb. of 
coal per indicated horse-power per hour, about 160 units only 
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are utilised per lb. of steam, without allowance for mechanical 
inefficiency. In the absorption machine also the cooling water 
has to take up about twice as much heat as in the compression 
system, owing to the ammonia being twice liquified, namely, 
once in the condenser and once in the absorber. It is usual 
to pass the condensing water first through the condenser and 
then through the absorber." 

The cost of ice production with machines of the ammonia 
compression type is somewhat less on the whole than with 
those working on the absorption principle. 

The estimate given by the Pulsometer Engineering Company 
as the approximate amount per ton of clear or crystal ice is, 
cost of coals IS., all labour, including that of getting the ice 
out of the tanks, is. 3d., and cost of ammonia lost through 
leakage, &c., Jd. per ton of ice made, or a total cost of 2s. 3 Jd, 
per ton. If an allowance of, say, lod. per ton be added to 
this for interest and depreciation, repairs to machinery, cost of 
water supply and sundries, this would increase the cost of pro- 
duction to about 3s. 2d. per ton. 

Mr. Lightfoot states * that one ton of coal is capable of 
producing as much as 1 2 tons of ice in well-constructed am- 
monia compression apparatus, having a capacity of 15 tons 
per twenty-four hours; and with coals at iss. a ton, he esti- 
mates the cost of making ice by the ammonia-compression 
system at about 3s. g<i. per ton, for a production of 15 tons 
per twenty-four hours, exclusive, however, of any allowance for 
repairs and depreciation. 

The estimate given for the total cost of ice per ton, made by 
a Frick ammonia-compression machine, is, for a daily produc- 
tion of 15 tons, 5s. 2d. per ton of ice. This calculation, how- 
ever, is got out at the much higher rate of wages paid in 
America, and if due allowance be made for this, and also for 
the falling off in efficiency of the machine, due to the greater 
heat of the climate in summer, the cost per ton in this country 
would probably be something under 4s. If the capacity of the 
machine be 100 tons of ice per day, the cost per ton falls to 
3s. rid., or allowing for the larger item for labour, about 
2s. lod. here. 

In an ether compression machine Mr. Lightfoot accounts 
for the work as follows + : — Friction. Heat rejected during com- 
pression. Heat acquired by the refrigerating agent in passing 

• "Proceedings, Institution of Mechanical Engineers," 1886, p. 221. 
t " Proc^jcdings, Institution of Mechanical Engineers," 1886, p. 214. 
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through the pump. Work expended in discharging the com- 
pressed vapour from the pump. Against this he sets the work 
done by the vapour in entering the pump. Assuming that 
vapour alone enters the pump, the heat rejected in the con- 
denser he states to be : — Heat of vaporisation acquired in the 
refrigerator, with the correction necessary for difference in 
pressure. And the heat acquired in the pump, less the amount 
due to the difference between the temperature at which lique- 
faction occurs, and that at which the vapour entered the pump, 
and less also the amount lost by radiation and conduction 
between the pump and the condenser. 

The mechanical work expended in compressing ammonia is 
to be accounted for in a precisely similar manner to that 
expended in the compression of eiher. 

Notwithstanding, however, that the degree of compression is 
so much greater with ammonia than with ether, the energy ex- 
pended in the compression, heating, and delivering of the gas 
is less, owing to the much smaller weight of ammonia required 
to produce a given refrigerating effect, the weights being in the 
reverse ratio of the heats of vaporisation, or as i to 5*45. For 
this reason the cost of making ice with ether is far higher than 
with ammonia, and assuming the coal consumption per indicated 
horse-power to be 2 lb. per hour, and the price of coals fifteen 
shillings a ton, the total cost of producing transparent block 
ice in this country on the ether system would be about 5s. 
per ton, exclusive of any allowance for repairs and deprecia- 
tion. The production of ice would be about 8*3 tons per ton 
of coal consumed. 

On the other hand, however, as already mentioned, either 
machines, by reason of their low working pressures in the 
condensers, offer considerable advantages in hot climates, 
especially in the case of machines with small outputs. 

The expense of producing ice with the Tellier and Pictet 
machines is about the same. The results obtained with Pictefs 
special liquid (combination of carbon dioxide and sulphur 
dioxide) is stated to equal a production of 35 tons of ice i^er 
ton of coal, but this is in all probability far in excess of any 
result obtained in actual working. 

It will be obvious that the arrangement made for the use of 
any particular machine acting on the principle of the abstraction 
of heat by the evaporation of a separate refrigerating agent of 
a more or less volatile nature, must have a very considerable 
effect upon its economical working, and it is doubtless owing 
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to the superiority of the fixing and manipulation of the installa- 
tion that so much better results are occasionally obtained in one 
case than in another, as, these things being equal, all first-rate 
machines of this class are about the same in point of economy. 
In relation to this it must also be borne in mind that the 
thickness of the blocks of ice that are being made exercises an 
important influence upon the time occupied in their production, 
for whereas a block 3 in. thick can be frozen in eight hours, 
a block 9 in. in thickness will require thirty-six hours. The 
time varying also, of course, more or less with the tempera- 
ture of the brine. 

The cost of making a ton of opaque and porous ice with a 
vacuum machine such as the Windhausen is estimated * by Dr. 
Hopkinson at 4s. The amount of water required (including 
that used for cooling purposes) is stated f by Mr. Pieper to 
be from 10 to 12 tons per ton of ice produced^ and the fuel 
consumption i ton of coal for every 12 tons of ice. The fuel is 
required for the generation of steam to drive the vacuum pump, 
and the air pump, of the concentrator. The total heat which 
must be abstracted to produce a ton of ice from a ton of water 
at a temperature of 60° Fahr. is 382,144 units. The Windhausen 
machine is heavy, and takes up a considerable floor space, 
and the necessary outlay for keeping it in an efficient state 
of repair, even under the most favourable circumstances, must 
be heavy. 

The cost of making opaque ice by means of the Harrison 
(1878) patent vacuum apparatus would undoubtedly be lower 
than with the Windhausen machine, as the larger part of the 
friction, which forms a very considerable item of the loss in the 
latter, is got rid of, and a corresponding saving of fuel is thus 
effected. The expenditure of fuel for concentrating the acid is 
also entirely eliminated, much less water is required for cooling 
purposes, and the first cost and subsequent outlay for repairs, 
&c., are likewise much less. It is stated that the inventor ex- 
pected to be able to produce opaque ice on a large scale at a 
cost of about IS. per ton. 

The outlay per ton of ice made on the system of abstracting 
the heat by the rapid melting or liquefaction of a solid is the 
greatest, and so much so that for producing ice on a commer< 
cial scale in this climate it is completely out of the running. 
The cost of making 15 tons of ice per twenty-four hours, with 

* "Journal of the Society of Arts," 1882, vol. xxi., p. 20. 
t " Transactions of the Society of Engineers," 1882, p. 145. 
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an apparatus working on a substantially similar principle to 
that of Sir William Siemens*, is stated to be 7s, per ton with 
good coals at 15s. a ton, and not making any allowance 
whatever for depreciation, interest, repairs, &c. 

This estimate, moreover, is based upon the erroneous 
assumption that i lb. of coal is capable of evaporating 20 lbs, 
of water, and it is undoubtedly far too low. According to Mr, 
Lightfoot * :— 

" Nearly the whole of the coal is used for evaporating the 
water in recovering the salt, the quantity being given at 2 J tons 
of coal for. every 15 tons of ice. If, however, this has been 
calculated on an evaporative duty of 20 lbs. of water per lb. of 
coal, the amount actually used will probably be about 5 tons 
of coal, which would make the cost per ton of ice 9s. 3d, 
instead of 7s, On the other hand, it must be remembered that 
under certain climatic conditions much of the water could be 
evaporated in the open air, without the use of fuel, in which 
case the coal consumption, and therefore the cost of ice pro- 
duction, would be greatly lessened." 

As regards the capacity, etc., of cold-air machines, those of 
the Haslam type vary from an ice equivalent of one-third of a 
ton, requiring 4 indicated horse-power at average speed, or 9 
indicated horse-power at maximum speed, and delivering 2,000 
cubic ft. per hour (capacity of compressor in cubic ft. per 
hour 2,500), up to an ice equivalent of 60 tons, requiring 460 
indicated horse-power at average speed, or 566 indicated horse- 
power at maximum speed, and delivering 300,000 cubic ft. of air 
per hour (capacity of compressor in cubic ft. per hour 353,000), 
This latter machine is of the quadruple duplex condensing 
type. 

It has been stated t by Mr. Lightfoot that with the best 
machines of large size then (1886) made, a weight of 1,000 lbs, 
of air per hour could be reduced from 60° above to 80° below 
zero, the cooling water being at 60° Fahr., with an expenditure 
of about 18 indicated horse-power. That is to say, that an 
abstraction of 916 units of heat is effected to each pound of 
coal used, with an engine consuming a lbs. of coal per indicated 
horse-power per hour. 

For Haslam's formula to enable the amount of air delivered 
by a cold-air machine per hour to be ascertained, the revolutions, 
and size of the compressor being known, see page 254. 

* "Proceedings, Institution of Mechanical Engineers," 1886, p. 204. 
t ** Proceedings, Institution of Mechanical Engineers," 1886, p. 230, 
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Evaporation of Liquids.— Ltght/oot. 
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Table giving weights of aqueous vapour held in suspension 
by 100 lbs. of pure dry air when saturated, at different tem- 
peratures, and under the ordinary atmospheric pressure of 
29*9 in. of mercury. — Box and Lightfoot, 



Temper- 


Weight of 


Temper- 


Weight of 


ature. 


vapour. 


ature. 


vapour. 


Fahr. 




Fahr. 




degs. 


lbs. 




lbs. 


— 20 


00350 


102 


4-547 
6-253 


— 10 


0-OS74 

0-0918 


112 





1 122 


8-584 


+ 10 


0'i4i8 


i 132 


11*771 


20 


0-2265 


1 142 


16-170 


32 


0-379 


, ^52 


22-465 


4" 


0-561 


' 162 


31713 


52 


0-819 


172 


46-338 


62 


I-I79 


182 


71-300 


72 


I -680 


192 


122-643 


89 


2-361 


2C2 


280-230 


92 


3-289 


' 212 


Infinite 



N.B. — ^The weight in lbs. of the vapour mixed with 100 lbs. 
of pure air at any given temperature and pressure is given by 
the formula 

62-3 E ^ 29^9 
29*9 — E / 

Where E = elastic force of the vapour at the given tempera- 
ture, in inches of mercury (to be taken from 
Tables) 

/ = absolute pressure in inches of mercury 

= 29*9 for ordinary atmospheric pressure. 
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Properties of Saturated Ammonia GAs.^Yaryan, 


Tempera- 
ture Vahr. 


Pressure from 

vacuum in 
lbs. per sq. in. 


Heat of 
vaporization. 


Volume of 
vapour per 
lb. cubic ft. 


Volume of 

liquid per lb. 

cubic ft. 


Gauge 
pressure 
per sq. in. 


-40 


10-69 


579-67 


24-38 
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0- 


-35 


12*31 


576-69 
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o- 
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o- 


-25 
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3-75 
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6-29 


— 10 
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47-95 
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53378 
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+ 40 


73-00 
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3-88 
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3-53 
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2-67 
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2-45 
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2-05 
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+ 80 


154-" 
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1-89 
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i-6i 
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1-48 


0-277 


183-67 
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215-14 


491-50 


1-36 
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200-44 



To CONVERT DEGREES CENTIGRADE OR ReAUMUR INTO 

DEGREES Fahrenheit. 

Let F = degrees Fahrenheit 3 C = degrees Centigrade ; and 
R = degrees Reaumur. 







R = 



Y+32 

4 (F - 32) 



C = 



■!(F- 32) 
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Comparison between the Scales of Centigrade and 
Fahrenheit Thermometers. 



Centigrade. 


Fahrenheit. 


Centigrade. 


Fahrenheit. 


-7S 


— 1000 


-24 


— II-2 


-72 


-97*6 


-23 


— 9*3 


-71 


-95-8 


-22 


— 7*6 


-70 


-910 


— 21 


- 5-8 


-69 


-92-2 


— 20 


- 40 


-68 


-90-4 


-19 


— 2-2 


-67 


-83-6 


-18 


- 0-4 


-66 


-86-8 


-17 


+ 1-4 


-65 


-850 


-16 


+ 3*2 


-64 


-83-2 


-15 


+ 5-0 


-63 


-81.4 


-14 
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-62 


-79-0 
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-77-8 


— 12 
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— II 
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-74*2 
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^58 
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" 2 
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- 8 
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-68-8 
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+ '9*4 
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+ 23-0 
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- 4 


+ 24-8 
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-59-8 
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-49 
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— 
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+ 3 
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+ 410 
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-42 


-43-6 
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-25-6 
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+ 17 
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-31 


-23-8 


+ 18 
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—22-0 
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-29 
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+ 20 
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-28 
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+ 21 


+ 69-8 


-27 


-i6-6 


+ 22 
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-26 


-14.8 


+ 23 


+ 73*4 


-25 


-13-0 


+ 24 


+ 75*2 
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Comparison of various Hydrometer Scales.— Kirvflw. 
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388 


609 


22-8 
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Comparison of various Hydrometer Scales,-— Yaryan,^ 
Continued, 
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38 
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446 
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26-2 
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I-3700 


36-8 


73*6 
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45*8 
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26-9 
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7^1 
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27-6 
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48-0 
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40-8 
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28-9 
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124- 1 


52*8 
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31*7 


47 


1*479 


1*4827 


48-0 


960 


129-7 


55*1 


894 


32-4 


48 


1*495 


1-4980 


49*5 


990 


1324 


56-3 


91*5 


33*1 


49 


1-510 


1*5135 


51-0 


102 


1351 


57-4 
58*6 


93*6 


33*8 


50 


1-526 


1-5300 


52-6 


105-2 
108-4 


137*9 




34*5 


51 


1*542 


1-5460 


54*2 


1406 


59*8 




35*2 


52 


1*559 


1-5630 


55*9 


III-8 


143*4 


61-0 




35*9 


53 


1*576 


i-5«oo 


57*6 


II5-2 


146-2 


62-2 




36-6 


54 


1*593 


1*5965 


59*3 


118-6 


148*9 


63*3 




37*2 


55 


I-6II 


1-6150 


611 


122-2 


151*7 


64*5 




37*9 


56 


1-629 


1*6335 


62-9 


125-8 


154*5 


657 




38-6 


57 


r64« 


1-6520 


648 


129-6 


157*3 


669 




393 


58 


1-666 


1-671S 


66-7 


133*4 


160-0 


680 




40-1 


59 


1-686 


1-6910 


68-6 


137*2 


162-8 


69-2 




407 


60 


1-706 


1.7110 


70-6 


141-2 


l^lj 


70-4 




41*4 


61 


1-726 


1*7315 


726 


145*2 


71*5 




42-1 


62 


1*747 


1*7525 


?a 


149*4 


171-0 


72*7 




42-8 


63 


1-768 


1-7740 


153*6 


173*8 


73*8 




43*4 


64 


1-790 


''79SO 
1-8185 


79*0 


158-0 


176-5 


750 




44*1 


65 


I-8l2 


81-2 


162-4 


179*3 


76-2 




44*8 


66 


1*835 


1-8420 


83*5 


167-0 


1820 


77*4 
786 




45*5 


67 


1*859 
1-883 


1-8660 


85*9 


171-8 


184-8 




46-2 


68 


1-8910 


88-3 


176-6 


187-5 


79*7 




46-9 


96 


1-907 


19151 


90*7 


181-4 
186-6 


190-2 


809 




47*6 


70 


1*933 


1-9410 


93*3 


1930 


82-1 




48-3 


7?-5 


2-000 


2-0085 


1000 


200-0 


200-0 


85-0 




50-0 
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Pressure of Water. 

Worthington Pumping Engine Company. 

The pressure of water in pounds per square inch for every foot in height 
to 270 ft. By this Table, from the pounds pressure per square inch the 
feet head is readily obtained, and vice versd. 
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48 
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93 
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49 


21-22 


94 
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79*70 
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95 
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14-29 


78 


33*78 


"3 


53*28 


168 


72-77 
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14-72 
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38 


16*45 


l^ 


35*95 


128 


W^t 


^n 


7494 


218 


94*43 


263 


113*92 


39 


16-89 


l^ 


36-39 


129 


174 


75*37 


219 


94*86 


264 


114-36 


40 


17-32 


ll 


36-82 


130 


56*31 


175 


75*80 


220 


95*30 


265 


114-79 


41 


17*75 


86 


37*25 


131 


56*74 


176 


76-23 


221 


95*73 


266 


115-22 


42 


1819 


H 


37*68 


132 


57*18 


177 


76*67 


222 


96-16 


267 


115-66 


43 


18-62 


88 


38-12 


m 


57-61 
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89 


38-55 
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97*03 
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19-49 


90 


39*98 
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58*48 180 


77*97 225 


97*46 
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116-96 
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Diameters, Areas, and Displacements. 
Worthington Pumping Engine Company, 



1 


1 


Displacement 
in imperial 
Gallons per ' 

foot ot Travel. 


Q 


1^ 


Displacement 
in Imperial 
Gallons per 

oot of Travel. 


i 


1 


Displacement 
in Imperial 
Gallons per 

foot of Travel. 


■■ 


•0122 


•0005 


7: 


41-28 


1-783 


i8t 


261-5 


11-297 


•0490 


•0021 


7: 


44-17 


1-908 


18 


268-8 


II-612 




•IIO^ 


•0047 
•0084 


7: 


47-17 


2-037 


18 


276-1 


11-927 
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19 
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35 


11-79 
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Hi 
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33 
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14-18 


•6125 


'5i 
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In estimating the capacity of Worthington (and other duplex) Pumps 
(f.tf., the delivery in gallons per minute or per hour) at a given rate of 
piston speed, it should be note I that they have two double-acting water 
plungers : its capacity, therefore, is double that of any ordinary double- 
acirg pump of same size, or four times as large as a single-acting pump. 
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Table of Power required to raise Water from Deep 
Wells. — Appleby, 



Gallons of water rauted per hour 

Height of lift for 1 man working 
on crank, in feet 

Height of lift for i donkey work- 
ing on gin, in feet .... 

Height of lift for I horse working 
on gin, in feet 

Height of lift for I horse-power 
steam engine, in feet . • . 
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500 
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800 


1,000 


90 
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GIVING 


Quantity of Water discharged per Minute by 






Barrel Fvuvs,— Button. 
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2i 


10 
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10 
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«5 
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10 
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^5 


20 


22 


30 


3i 


10 
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20 


27 


32 
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4, 
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27 


36 


40 
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4i 


10 


17 


23 
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12 
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18 
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3i 
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12 
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24 


33 
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68 


76 
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82 


92 
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73 
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50 
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12 


57 


76 
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»52 
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8 


12 


^5 


87 
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9 


12 


82 


no 
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220 
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10 


12 
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134 
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303 


^ 


I? 
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146 


'P ■ 
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390 
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HYDRAULIC Ram Proportions of the Supply Pipes and 
Deuvery Pipes to the number of Gallons.— -fl«//tf/i. 



Number of gallons to be raised 
in 24 hours 

Diameter of fall or supply pipe, 
in inches 

Diameter of rising main or de- 
livery pipe, in inches . . . 



500 


1,000 


2,500 


4,000 


6,000 


'i 


2 


2j 


3 


4 


i 


I 


li 


2 


2 



Efficiency of Hydraulic KAMS.—JIutton, 



f NumbtT of tim'^s tTiie heigjht 
to which tbe water to be 
raijffil if cantaJned in Uic 
t*ll . - , , , 

EdSciencT i>vr ant. 



f 



^ 7 

^3 



8 9 IO![ 

1 I I 

i7 5i4*M 



I f 



I 



Power Required to Drive Centrifugal Pumps. 



Diameter of suc- 


Quantity of water 


tion and delivery 


delivered per 


pipes in inches. 


minute, in gallons. 


I 


16 


2 


50 


3 


100 


4 


200 


5 


300 


6 


500 


7 


700 


8 


800 


9 


1,000 


10 
II 


1,500 
1,800 


12 


2,000 


13 


2,300 


14 


2,500 



Horse-power re- 
quired for every 
foot in height the 
water is raised. 



>5 
16 

17 
18 



3.000 
3»5oo 
3,800 
4,200 
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Friction in Pipes. 

Friction loss in pounds pressure for each looft. in length of cast-iron pipe 
discharging the stated quantities per minute.— 6^. A, Ellis y C*E. 





Sizes of Pipes, inside diameters. 
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3-if 
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•47 
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zc 


12287 
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•97 
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15 


1650-4 


12:30 


407 


1-66 
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2C 


20 78* 


lO'oo 


6*40 


2-62 


•67 


•21 


•10 


















25 


25 


27-5 


9-15 


3'75 


•91 


•30 


•12 


















3C 


29 


37' 


12-4 


§•05 


1-26 


•42 


•14 


















3*^ 


33 


48- 
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652 
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•5' 


•17 


















40 


37, 




20-2 


8-15 


2*01 


•62 


•27 


















45 


4* 
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2-44 
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•35 


•09 
















50 
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5*32 


r8o 


•74 


.21 
















75 


*5 






W 


9-46 


3*20 


1-31 


'ZZ 


•Oj 














100 
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+8-1 


14-9 


4-89 


1-99 


•5x 


•07 














125 


»24, 








21*2 


7-00 


*'25 


•69 


-10 


•02 












»50 


'45; 








28-1 


9-46 


3-85 


•95 


•14 


•03 












175 


i65, 








i7'5 


12*47 


502 


x-22 


•17 


*05 


•01 










200 


207; 








177 


195^ 


7-76 


1-89 


•26 


•07 


•03 










25c 


2491 










28-06 


H'20 


2-66 


•37 


•00 


•04 


•005 








30c 


290 








33'4i 


15*20 


365 


•50 


•11 


•05 


-007 








35c 


332 


1 






12-96 


i9'5o 


4*73 


•65 


•*5 


•06 


•01 








40G 


373 




1 








25-00 


6*oi 


•81 


•20 


•c8 


•02 








45c 


415 












30-80 


7*43 


•96 


•25 


•09 


••SJ 


•017 


•009 


•C05 


500 


621 














14*32 


2-21 


•53 


•18 


•036 


*oi9 


•on 


750 


830 
















3-88 


*94 


•32 


•13 


•062 


•036 


-020 


1,000 


x,037 




1 














1-46 


•49 


•20 


•09X 


•046 


-028 


1,250 


'.245 








1 








2*09 


-70 


-■^ 


:ji5 


•071 


•040 


1,50c 


1,450 










1 










•95 


•095 


•054 


x,75o 


1,660 




















I'23 


•49 


•234 


•123 


•07 X 


2,000 


r,867 










j 












•63 


•297 


•X53 


•086 


2,25< 


2,075 
























•77 


•3^.2 


•i«8 


•107 


2,5cc 


2,4901 
2,9051 






















l-II 


•515 


-267 


•150 


J,ooo 
























•607 


•365 


•204 


3,500 


3,320 
























•910 


•472 


•263 


4,000 


3,735 


























•593 


•333 


4.500 


4,150 


























•730 


•408 


5,000 


1,980 


























•585 


0,OOf 



The frictional loss is greatly increased by bends or irregularities in the pipes. 
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Dimensions, etc., of Standard Wrought-Iron Pjpe. 
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— 
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•42 


18 




•49 


•42 


— 


•67 
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2-I2I 


5-657 


•56 


18 




•62 


•54 


•24 


.84 


0-3048 
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4-502 


*85 


14 
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•82 


•73 


•42 


I -05 


0'5333 


3-299 
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1-12 
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1-04 


•95 


*§? 


1-31 


0-8627 


4-134 


2-903 


1-67 


III 


li 


1-38 


1-27 


•88 


1-66 


1-496 


5215 


2-301 


2-25 


1} 


I-6I 


1-49 


I -08 


I -90 


2038 


5-969 


201 


2-69 


11^ 


2 


206 


1-93 


1-49 


2-37 


3*355 


7-461 


1-611 


3*66 


iij 


4 


2-46 


2-31 


1*75 


2-87 


7-388 


9-032 


1-328 


5-77 


8 


3, 


3-06 


2-89 


2-28 


3-50 


10-996 


1-091 


7*54 


8 


3i 


3-54 


3-35 
3-8i 
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4*00 


9-887 


12566 


0955 


905 


8 


4 


4-02 


3-13 


4-50 


12-730 


14-137 


0-849 


10 72 


8 


5 


5;o4 


— 


— 


5-56 


19-990 


17-475 


0629 


14-56 


8 


6 




— 


— 


662 


28-889 


20-813 


0577 


1877 


8 


7 


7-02 


— — 


7*62 


38737 


23-954 


0-505 


23*41 


8 


8 


7-98 


— — 


8-62 


50-039 


27-096 


0-444 


28-S5 


8 


9 


900 


— — 


9-68 


%ii 


30433 


0*394 


34*07 


8 


10 


lOOI 


1 


10-75 


33-772 


0*355 


4064 


8 



Comparison of British Measures with U. S. Standards. 

United states standard. British Standard. 

I gill = '833565 imperial gill. 
4 gills = 1 pint = -833565 „ pint. 
2 pints = I quart = -833565 „ quart. 
4 quarts = i gallon = -833565 „ gallon. 

An imperial gallon = 4*5435 litres = 1-19968 U. S. standard 
gallons. 

An imperial gallon contains (Act of Parliament, 1878), 
10 lbs. of water at a temperature of 62° Fahr. Its accepted 
volume is 277'274 cubic in. 



Useful Information. 

A gallon of water contains 231 cubic in., and weighs 8^ lbs. 
(U. S. standard). 
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A cubic foot of water contains 'ji gallons, and weighs 
62i lbs. 

The friction of liquids and vapours through pipes increases 
as the square of the velocity. 

Sensible heat of a liquid is the amount indicated by the ther- 
mometer when in)mersed in it. 

Specific heat is the amount of heat absorbed to produce 
sensible heat. 

Latent heat is the amount of heat required for the conver- 
sion into vapour after a liquid has reached its boiling point. 

The latent heat of vapour is given off whilst condensing to 
a liquid ; the sensible heat is retained. 

One U. S. gallon = •133 cubic ft.; '83 imperial gallon; 
3*8 litres. 

An imperial gallon contains 277*274 cubic in. ; '16 cubic ft. ; 
10 00 lbs. ; i'2 U. S. gallons ; 4*537 litres. 

A cubic in. of water = '03607 lb. ; -003607 imperial gallon ; 
•004329 U. S. gallon. 

A cubic foot of water = 6*23 imperial gallons; 7-48 U. S. 
gallons; 28*375 litres; '0283 cubic metre; 62*35 ^^s. ; '557 
cwt. ; '028 ton. 

A lb. of water = 27*72 cubic in.; *io imperial gallon; 
•083 U. S. gallon ; *4537 kilo. 

One cwt. of water = 11*2 imperial gallons; 13-4417. S. 
gallons; 1*8 cubic ft. 

A ton of water = 359 cubic ft.; 224 imperial gallons; 
298*8 U. S. gallons; 1,000 litres (about); i cubic metre 
(about). 

A litre of water = '22 imperial gallon ; '264 U. S. gallon ; 
61 cubic in. ; '0353 cubic ft. 

A cubic metre of water = 220 imperial gallons ; 264 U. S. 
gallons; 1*308 cubic yard; 61,028 cubic in.; 35*31 
cubic ft. ; 1,000 kilos; i ton (nearly) ; 1,000 litres. 

A kilo of water = 2*204 lbs. 

A vedros of water =27 imperial gallons. 

An eimer of water =2*7 imperial gallons. 

A pood of water = y6 imperial gallons, 

A Russian fathom = 7 ft. 

One atmosphere = i '054 kilos per square in. 

One ton of petroleum = 275 imperial gallons (nearly). 

One ton of petroleum = 360 U. S. gallons (nearly). 

A column of water i ft. in height =; '434 lb, pressure per 
square in. 



USEFUL TABLES AND MEMORANDA. 253 

A column of water i metre in height = 1*43 lbs. pressure per 
square in. 

One lb. pressure per square in. = 2*31 ft. of water in 
height. 

One U. S. gallon of crude petroleum = 6*5 lbs. (about). 

Brine for Use in Refrigerating and Ice-making Plants. 

A brine suitable for the above purpose can be made with 
from 3 to 5 lbs. of chloride of calcium, or muriate of lime, in 
accordance with its degree of purity, dissolved in each gallon 
of water. The density of this solution is about 23° Beaum^, 
its weight about 13^ lbs. per gallon, and the freezing point is 
— 9° Fahr. As the above standard of density must be kept up, 
in order to prevent the brine from becoming congealed in the 
refrigerator, or the ice-making tanks or boxes, it is desirable 
to test it periodically with a salinometer. 

In the best American practice first quality medium ground 
salt, preferably in bags for convenience of handling, is em- 
ployed, the proportions being about 3 lbs. of salt to each 
gallon of water. The brine is made in a brine mixer, consist- 
ing of a water-tight box or tank about 4 ft. x 8 ft. X 2 ft., 
having a suitably perforated false bottom, and a small com- 
partment, partitioned off at one extremity, communicating with 
the main compartment through an overflow situated at the 
upper end of the said partition, and fitted with a large strainer, 
to prevent the passage into the said compartment of salt or 
foreign bodies. The water is admitted through a perforated 
pipe situated beneath, and running the full length of the false 
bottom, and the brine is removed through a pipe from the 
upper part of the end compartment, at the lower extremity of 
which latter pipe is a strainer-box and strainer through which 
the brine passes before delivery into the brine-tank. A salt 
gauge, salinometer, or hydrometer is also placed in the said 
end compartment. 

The salt should be dissolved in the water until it reaches 
a density of about 90° by the hydrometer. To facilitate 
dissolution it is desirable to stir the salt in the mixer with some 
handy implement, the said salt being shovelled in as fast as it 
can be got to dissolve. 

By the use of this mixer the settlement of salt on the bottom, 
and on the coils in the brine tank, which inevitably results 
when the dissolution is e£fected directly in the latter, is avoided. 
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To maintain the strength of the brine it is recommended to 
suspend bags filled with salt in the brine tank, or to pass 
the return brine through the above-described brine maker or 
mixer. 

Formula for calculating the Amount of Air delivered 
PER Hour by Cold-air Machines, when the Revolu- 
tions AND the Size of the Compressors are known. 

This is given as follows by Messrs. Haslam in their Catalogue 
of ice-making and refrigerating machinery : — 
Air discharged per hour = A X N X 2R x S X 60 ^ ^ 

1728 

Where A = Area of each compressor in inches. 
N = Number of compressors. 
2R = Strokes per minute (or twice the revolutions). 
60 = Minutes per hour. 
S = Stroke in inches. 
1,728 = Cubic inches in one foot. 
C = Factor of efficiency which is taken as '8 for short 
strokes, and '85 for long strokes. 

Information required by Manufacturers to enable 

THEM TO estimate FOR THE COST OF A REFRIGERATING 

Plant. 

1. The length, breadth, and height of the cellars, rooms, or 
stores to be refrigerated. If the ceiling or roof is vaulted, the 
height to the centre and spring of the arch will be required. 
Full particulars of the means of insulation adopted ; or if none 
exist, of the materials from which the chambers are built. 

2. Whether it is desired to refrigerate on the direct expansion, 
or on the brine circulation system. 

3. The temperature desired to be maintained in each cham- 
ber or store. 

4. The nature of the substance which it is desired to refri- 
gerate. 

5. In the case of a packing-house, or an abattoir, the largest 
number of carcasses to be cooled daily, and their average 
weight. 

6. In the case of a freezing chamber for beef, mutton, or 
other produce, the number of carcasses, &c., to be frozen in 
each 24 hours, and their average weight. 

7. When a liquid is to be cooled, the number of gallons, or 
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barrels, to be dealt with per hour, and from what temperature 
down. 

8. The nature, quantity, and temperature of the water supply 
available for use. 

9. Rough dimensioned plan of the establishment showing 
the most convenient spot to locate the refrigerating machine. 

Information required by Manufacturers to enable them 
TO estimate for the cost of an Ice-making plant. 

1. Number of tons of ice that it is desired to produce per 24 
hours. 

2. If clear, crystal, transparent ice is required, or whether 
opaque ice will do for the purpose. 

3. The nature, quantity, and temperature ol the supply of 
water procurable for use. 

4. Whether there is an available source of steam supply on 
the premises ; and if spare steam-power, then how many horse- 
power could be utilised. 

5. When the installation is to be erected in existing buildings, 
a rough dimensioned plan of same. 

6. Where an estimate of cost of making ice is required, 
price and quality of fuel ; wages of engine drivers, stokers, and 
common labourers, for 12 hours day work, and for 12 hours 
night work ; if water has to be bought, cost of same. 
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Loss OF Pressure by Friction op Compressed Air in Pipes. 
F. A, Halsey. 
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Cubic feet of Free Air compressed to a Gauge Pressure of 6o lbs. per 
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4 
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2 


•35 


•79 


1-41 


2'20 


3*17 


5-64 
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2* 


•14 
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•90 


129 
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3-5« 


5-i« 


9-20 
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•II 


•20 


•31 


•44 
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I 23 
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Friction of Air in Tubes.— £/>/w/«, ^^ Min, Proceedings Inst, CE.** 



k = ccefficient of friction 



+ ^, a and h being constants and 



V « velocity of air feet per second. 



Diameter of tube, ft. 
Value of a 

,, * . . 

,, ^ifz/«ioo 



1-64 


1-07 


•83 


•338 


•00129 


•00972 


•01525 


•03604 


•00483 


•0064 


•00704 


•00941 


•00484 


•0065 


•00719 


•00719 



•266 ] '164 
•0379 : -04518 
•00959 , -01 167 

•00997 I -01212 
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Coefficients for Efflux of Air from Orifices. 
Molesivorth, 



Vena contracta 


. -98 


Conical converging . 
Cylindrical rounded at ends 
Cylindrical throughout 
Thin plates .... 


• 9 

• 9 
. -8 
. -6 



Centrifugal Fans. — Molestaorth, 



D = Diameter of fan. 

V = Velocity of tips of fan in feet per second. 
P = Pressure in lbs. per square inch. 

V = v^P X 9730O' 

V^- 



P = 



97300 



Power required for Fans. — Moksworth. 

P = Pressure of blast in lbs. per square inch. 

A = Area of the sum of the tuyeres in square inches. 

V = Velocity of tips of fan in feet per second. 
HP = Indicated horse-power required. 
HP = -000016 V^ A p. 



Proportions of Fans. — Moksworth, 



Length of vanes — . — Width of vanes = 



D 



Diameter of inlet = . Eccentricity of fan = 

2 10 

Length of spindle journal = 4 diameters of spindle. 



258 REFRIGERATING AND ICE-MAKING MACHINERY. 

Solubility of Ammonia in Water at different Temperatures 
andPressures.— 5/>wj. 

I lb. of water (also unit volume) absorbs the roUowing quantities of 
ammonia. 



Absolute 


32° 


F. 


68° F. 


104 


°F. 


212° F. 


Pressure 
in lbs. 




























persq.in. 


lbs. 


vols. 


.... 


vo's. 


lbs. 


vols. 


grms. 


vols. 


14-67 


0-899 


I-I80 


0-518 


0683 


0-338 


0-443 


0-074 


0-97 


15-44 


0-937 
0-980 


1-231 
1-287 


0535 


0703 


0-349 


0-458 


0-078 


0-I02 


16-41 


0-556 0-730 


0-363 


0476 


0-083 
0*088 
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17-37 


1*029 


1-351 


0-574 0*754 
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0*378 


0-496 


O-II5 


18-34 


1-077 


1-414 
1-478 


0-391 


0-513 


0-092 


0-I2O 


19*30 


1-126 


o-bi3 0805 


0-404 


0-53' 


0-096 


0-126 


20*27 


1-177 


1546 


0-632 0-830 


0*414 


0-543 


0*IOi 


0*132 


21-23 


1-236 
1-283 


I6I5 


0*651 0855 


0-425 


0-558 


0-106 


0139 


22*19 


1-685 


0-669 0*878 


0-434 


0*570 


o-iio 


0-140 


23-16 


^'^t 


1-754 


0-685 0*894 


0-445 


0-584 


0-II5 


O-I5I 


2413 


I 388 


1-823 


0*704 0*924 
0*722 0*948 


0-454 


0596 


01 20 


0-I57 


2509 


1*442 


1*894 


0*463 


0*609 


0125 


0164 


2606 


1*496 


1*965 


0741 j 0-973 


0*472 


0*619 


0130 


01 70 


27*02 


1-549 


2-034 


0*761 0*999 


0-479 


0-629 


0-135 


01 77 


27*99 


1-603 


2*105 


0-780 I 023 


0-486 


0*638 






30*88 


1*656 


2175 


o-?oi 1 1-052 


0-493 


0-647 


. . 






1758 


2-309 


0842 1 1106 


0-511 


0-671 




, 




32*81 


1*861 


2-444 


0-881 1*157 


0-530 


0-696 


, , 


. 




3474 


1*966 


2*382 


0-919 ; 1*207 


0-547 


718 




. 




36*67 


2*070 


2*718 


0955 , 1-254 


0-565 


0-742 




. 




38-60 


• • 




0992 1*302 


0-579 


0-764 




. 




40-53 




•• 


.. 


0*594 


0-780 


•• 


•• 



Temperatures adapted for the Cold Storage of Various 
Articles. — Ice and Refrigeration, <5r*<-. 



Articles. 
Meats (fresh) . 
,, (canned) 
Fish (fresh) 
„ (dried) . 
Oysters . . . 
,, (in tubs) 
,, (in shells) 
Butter . . . 
Butterine . . 
Oleomargarine 
Cheese . . . 



degs. Fahr. 

34 

35 

25-30 
35 

33-35 
25 

32-38 
35 
35 
32-33 



Articles. 
Eggs . . . 
Poultry (frozen) 

„ (to freeze) 
Game (frozen) 

,, (to freeze) 
Oil ... . 
Syrup . . . 
Honey . . . 
Beer (in barrel) 

„ (bottled) 
Cider . . . 



dejs. Fahr. 

33-35 

28-30 

18-22 

25-28 

15-28 

35 

35 

45 

33-42 

45 

30-40 
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Temperatures adapted for the Cold Storage of Various 
Akticlks.— Continued, 

Articles. degs. Fabr. 

Ginger ale 36 

Wines 40-45 

Apples 32-3^ 

Bananas 40-45 

Berries (fresh) . . . 36-40 

Cranberries .... 34-36 

Canteloupes .... 40 

Dates, figs, &c. ... 55 

Fruits (dried) .... 35-40 

Grapes 36-38 

Hops 33-40 

Lemons 36-40 

Oranges 45-50 

Peaches ..... 45-55 

Pears 34-36 

Watermelons .... 34 

Parsnips 34 

Celery 32-34 

Carrots 34 

Cabbage 34 



Articles. 




degs. Fahr. 


Asparagus 34 


Sauerkraut 






35-38 


Potatoes . . 






36-40 


Onions . . 






34-40 


Nuts . . . 






35 


Peas (dried) 






40 


Com (dried) 






35 


Beans (dried) 






32-40 


Chestnuts . 






33 


Wheatflour 






. 40 


Oatmeal . 






. 40 


Buckwheat flour . 




40 


Sardines (canned) 




35 


Fruits (canned) . 




35 


Meats (canned) . 




. 35 


Cigars .... 




• 35 


Furs (undressed) . 




. 35 


Furs, woollens, &c. 




. 25-32 


Tobacco . . . 




. 35 


Sugar, &c. 






40-45 



Rough Estimate, of Refrigeration in Breweries. 

A ready method of obtaining a rough estimate in tons of the 
amount of refrigeration required in a brewery is to divide the 
capacity of the brewery in barrels by 4. 



Amount of Refrigerating Pipes Necessary for Chilling, 
Storage, ai^d Freezing-chambers. 

Chilling-rooms or Chambers^ refrigerators on the direct expan- 
sion system, i-ft, run of 2-in. piping for each 14 c. ft. of space ; 
on the brine-tirculation system, i-ft. run of 2-in. piping for each 
8 c. ft. of space. 

Freezing-rooms or Chambers^ refrigerated on the direct expan- 
sion system, i-ft. run of 2-in. piping for each 8 c. ft. of space ; 
on the brine-circulation system, i ft. run for each 3 c. ft. of 
space. 

Storage-rooms or Chambers, refrigerated on the direct expan- 
sion system, i-ft. run of 2-in. piping for each 45 c. ft. of space ; 
on the brine-circulation system, i-ft. run of 2-in. piping for each 
1 5 c. ft. of space. 
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TAbLE SHOWING PROPERTIES OF SATURATED STEAM. — Yaryan. 



Absolute Pressure 
from Vacuum. 


Above Atmosphere. 






Heat of 










Tempera- 
ture. 


Total Heat 
in 


Vaporiza- 
tion 










lb"«.per 


Inches 


lbs. per 


Inches 




British 


or Latent 


S.^uare 


ot 


^)Ottare 


of 


Deg. Fahr. 


Units. 


Heat. 


Mercury. 
20355 


Mercury. 


101-99 






I 


-13*7 


-27-886 


11131 


1043-0 


2 


4-0710 


-12-7 


-25-851 


12627 


11205 


IO26-I 


3 


6-1065 


-117 


-23-815 


141-62 


1125-1 
1128-6 


1015-3 


4 


8142 


— 10-7 


-21-780 


15309 


10072 


5 


10-178 


-9*7 


- 19-744 


16234 


"31*5 


IO0O-8 


6 


12213 


-8-7 


-17*709 


170-14 


1133-8 


995-2 


7 


14-249 


-Vl 


-15-673 


17690 


"35*9 


9905 


b 


16-284 


-6-7 


-13*638 


'5^9^ 


"37*7 


9862 


9 


18-320 


-5*7 


— 1 1 -602 


188-33 


"39*4 


9825 


lO 


20355 


-4*7 


-9-567 


193*25 


1140-9 


9790 


II 


22319 


-3*7 


-7-53» 


197-78 


1142-3 


975*8 


. 12 


24426 


-2-7 


-5-496 


201 98 


1 143-6 


972-9 


13 


26-462 


-1*7 


-3-460 


205-89 


1144-7 


9701 


14 


28-497 


-07 


-1-425 


209-57 


1 145-8 


967-5 


'47 


29-922 


0-0 


0000 


212-00 


1146-6 


965-8 


15 


"^m 


03 


0611 


213-03 


1 146-9 


965-1 


16 


1*3 


2-646 


216-32 


1147-9 


9628 


17 


34-604 


2-3 


4-682 


219-44 


1 148-9 


9606 


18 


36639 


3*3 


6717 


222-40 


1 149-8 


^5f2 


19 


38675 


4*3 


10-788 


22524 


1 150-7 


956-6 


20 


40-710 


5*3 


227-95 


n5'*5 


954*6 


21 


42-746 


6*3 


12*824 


230-55 


1152-3 


9528 


22 


44781 


7*3 


14*859 


233-06 


"530 


951-0 


23 


46-787 


8-3 


15*895 


235-47 


"53*7 


949-2 


^4 


48852 


9*3 


18-930 


237*79 


"54-4 


947-6 


25 


50-888 


10'3 


20966 


240-04 


1155*1 


9*60 


26 


52-923 


11*3 


23007 


242-2 C 


i»55-8 


944-6 


27 


54*972 


12-3 


25*043 


244-32 


1156-5 


943-1 


28 


57008 


13*3 


27*079 


24636 


1157-1 


941-7 


29 


59-044 
61 080 


14*3 


29115 


248-34 


1157*7 


940-3 


30 


15*3 


31-143 


250-27 


"^o'l 


9389 


31 


63116 


i6-3 


33-187 


252-15 


1158-8 


937*5 


32 


65152 


17*3 


35223 


253-98 


"59*4 


936-3 


33 


67-188 


18-3 


37-239 


255-76 


1159-9 


935-0 


34 


69-224 


19*3 


39*295 


257-50 


1 160-4 


933*7 


35 


71-260 


203 


41-321 


25919 


1161-0 


9326 


36 


73-296 


21-3 


43*367 


26085 


1161-5 


931*5 


37 


75331 


22-3 


45*319 


262-47 


1162-0 


930-3 


38 


77*367 


ni 


47*397 


264-06 


1162-5 


9292 


39 


79403 


24*3 


50463 


265-61 


11630 


9282 
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Table showing Properties of Saturated Ste AU. — Varyan.^ 
Continued, 



Absolute Pressure 
from Vacuum. 


Above Atmosphere. 






Heat oi 










Tempera- 
ture. 


Total Heat 
in 


Vaporiza- 
tion 










lbs. per 


Inches 


lbs. per 


Inches 




British 


or Latent 


Square 


of 


Square 
25-3 


of 


Deg. Fahr 


Units. 


Heat. 


Mercury. 


Mercury, 
51-499 








40 


8' -439 


26713 


1163-4 


9270 


41 


83-475 


26-3 


53-534 


26862 


11639 


926-0 


42 


85-511 


27*3 


55-583 


270-08 


II64-3 

II64-8 


925*0 


43 


87-547 


28-3 


57-619 


271-51 


924-0 


44 


89*583 


29-3 


.S9-655 


272-91 


1165-2 


923-0 


45 


91-619 


303 


61-691 


274-29 


1165-6 


922-0 


46 


93*655 


31-3 


63727 


27565 


1166-0 


92 10 


^l 


95-691 


323 


65-763 


27699 


1166-4 


920* I 


48 


97*727 


33*3 


67-799 


27830 


II66-8 


919*2 


49 


99763 


34-3 


69-835 


279*58 


II67-2 


918-3 


50 


IOI799 


35-3 


71-871 


280-85 


1167-6 


917*4 


l^ 


111-98 


40-3 


82-050 


286-89 


1169-4 


913* 1 


60 


12216 


45*3 


92-230 


292-51 


1171-2 


909*3 


65 


132-34 


50-3 


102-410 


297-77 


1172-7 


905-5 


70 


142-52 


55-3 


112-59 


302-71 


1 174-3 


902- 1 


J5 


152-70 
162-88 


60-3 


122-77 


307-38 


1175-7 


898-8 


80 


653 


13295 


311-80 


11770 


895-6 


85 


173-06 


70-3 


143-13 


316-02 


1178-3 
1 1 79-6 


f2''§ 


90 


'85-24 


75*3 


153-31 


320-04 


f!9-6 


95 


193-42 


80-3 


163-49 


323-89 


1180-7 


886-7 


100 


203-06 


85*3 


173-67 


327-58 


1181-9 


554-0 


105 


213-78 


90-3 


185-85 


331-13 


1182-9 


881-3 


no 


22396 


95-3 


194-03 


334-56 

337-86 


1 1840 


8788 


"5 


234-14 


100-3 


203-67 


1 1850 


8763 , 


120 


244-32 


105-3 


214-39 


341*05 


II 860 


8740 


125 


^54*50 


110*3 


224-57 


34413 


1 186-9 


8717 , 


130 


264-68 


"5-3 


234*75 


347-12 


"5r^ 


8694 


135 


274-86 


120-3 


244*93 


35003 


1 188-7 


867-3 


140 


285-04 


125-3 


255-11 


352-85 


1189-5 


865- 1 


145 


295*22 


130-3 


265-29 


355*59 
358-26 


11904 


863-2 


150 


305-40 


135-3 


275-47 


1191-2 


861-2 


160 


325-76 


145-3 


295-83 


363-40 
36829 


1192-8 


5574 


^V 


345-82 


155*3 


316-19 


ii94-3 


8538 


180 


3^'J^ 


165-3 


33655 


372-97 


1195*7 


850-3 


190 


38684 


175*3 


356-91 


377-44 


11971 


8470 , 


200 


407-20 


185*3 


377-27 


381-73 


1198-4 


843-8 



262 REFRIGERATING AND ICE-MAKING MACHINERY. 



Fractions of an Inch and Decimal Equivalents. 



Fractions. 
1-32 ^ 


Inch. 


Fractions. 

3-8 


1 

Inch. 
•375 


Fractions. 


Inch. 


•03125 


23-32 


I 
•71875 


I-16 


•0625 


13-32 ^ 


•40025 


3-4 


•75 


3-32 


•09375 


7-16 


•4375 ! 


25-32 


•78125 


1.8 


•125 


15-32 


•46875 , 


13-16 


•8125 


5-32 ^ 


•15025 
•1875 


1-2 


•5 1 


27-32 


•84375 


3-16 


17-32 


•53125 1 


7-8 


•875 


7-32 


•21875 


9-16 


•5625 


29-32 


•90625 


1-4 


•2; 


19-32 


•59375 


15-16 


•9375 


9-32 


•28125 


5-8 


•625 


31-32 


•96875 


5-16 


•3125 


21-32 


•65625 t 






11-32 


•34375 


II. 16 


•6875 







Mean Annual Temperatures of Principal Cities of the 
World. 

Mean annual 
Cities. temperature. 

Mexico 60-9 

Montreal 44*6 

New Orleans .... 69- 1 

New York 518 

Philadelphia . . . . 52*1 

Quebec 40*3 

San Francisco . . . 55*2 

St. Louis 55*0 

Washington . . . . 56-2 





Mean annual 


Cities. 


temperature. 


England. 




Birmingham . 
B^stol .... 


. 48-2 

• 51^7 


Liverpool . . . 


. 50^8 


London .... 


. 508 


Manchester . . 


. 48-8 



Scotland. 

Edinburgh 47*1 

Glasgow 49*8 

Ireland. 

Belfast 52-1 

Dublin 50-1 

East Indies. 

Bombay 81 3 

Calcutta 82-4 

Madras 81-9 

JVest Indies. 

Havanna 79* i 

North America. 

Baltimore 54*9 

Koston 48*4 

Chicago 45-9 

Cincinnati 54-7 



South America, 
Buenos Ajrres 
Lima . . 
Quito . . 
Rio Janeiro 
Valparaiso . 



Australasia. 
Melbourne .... 
Sydney 



France. 



Bordeaux 
Boulogne 
Marseilles 
Paris 



A ustro'llungary. 
Buda-Pesth .... 
Vienna 



628 

73^3 
60-9 

77^2 
64-0 



57-0 
65-8 



57-0 
51-3 



47-5 
510 
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Mean Annual Temperatures of Principal Cities of the 
World.— Continued, 



Mean annual 
Cities. temperature. 

Germany. 

Berlin 48*2 

Breslau 467 

Dresden 49*1 

Frankfort 49*6 

Hamburg 48*0 

Leipsic 46*4 

Munich 48-4 

Vienna 51*0 

Italy, 

Florence 59-2 

Genoa 61 •! 

Milan 55-1 

Naples 60'3 

Palermo 63*1 

Rome 60-5 

Turin 53- 1 

Venice 55-4 

Spain and Portugal, 

Barcelona 63-0 

Madrid 58-2 

Lisbon 61*4 



Switzerland. 



Geneva 



Holland. 



Amsterdam 
Rotterdam 



52-7 



49*9 
51-0 



Mean annual 
Cities. temperature. 
Belgium. 
Brussels 50*7 

Norway and Sweden. 

Christiania 41 5 

Stockholm 42*3 

Denmark. 
Copenhagen . . . . 46-6 

Turkey. 

Bucharest 46*4 

Constantinople . . .56*5 

Russia. 

Moscow 40-0 

St. Petersburg . . . 39-6 

Warsaw 44-2 

Palestine. 
Jerusalem 62-6 



Cairo 



Egypt. 



Barbary. 

Algiers 64-3 

Tunis 68-8 



Leaks in Ammonia Apparatus. 

Leaks are readily detected by the smell of the escaping 
ammonia gas when the machine is being filled ; at a later stage, 
when working, their detection is not so easy. During the 
operation of the machine when the liquor or brine in the tanks 
commences to smell of ammonia it indicates a considerable 
leakage. It is recommended to test the liquor or biine 
periodically with Nessler's solution or otherwise. 

Nessler's reagent, which is the best to use for the discovery 
of traces of ammonia in water or brine, consists of 17 grms. of 
mercuric chloride dissolved in about 300 cc. of distilled water, 
to which is added 35 grms. potassium iodide dissolved in 100 cc. 
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of water, and constantly stirred until a slight permanent red 
precipitate is produced. To the solution thus formed is added 
1 20 grms. of potassium hydrate dissolved in about 200 cc. of 
water, allowed to cool before mixing ; the amount is then made 
up to I Itr., and mercuric chloride added until a permanent 
precipitate again forms. After standing for a sufficient time, 
the clear solution can be placed in glass- stoppered blue bottles 
and kept in a dark place. 

If a few drops of this reagent be added to a sample of the 
suspected brine or water in a test-tube, or other small vessel, 
and the slightest trace of ammonia is present, a yellow coloura- 
tion of the liquid will take place ; a large quantity of ammonia 
will produce a dark-brown. 

When the leaks are comparatively insignifics^nt they can be 
closed in the usual way, by solder, using as a flux muriatic or 
hydrochloric acid killed with zinc. In some instances electric 
welding may be resorted to with advantage, or the leak may 
be closed by means of a composition of litharge and glycerine 
mixed into a stiff paste, bound with sheet-rubber, and covered 
with sheet-iron clamped firmly in position. When, however, 
the leak is at all serious it is usually the better plan to at once 
put in a new coil, or a new length of pipe. 

Leaks in Carbonic Acid Machines. 

To detect these, smear the joints with a solution of soap and 
water, and any leakage of gas will be evidenced by the forma- 
tion of bubbles. Carbon dioxide or carbonic acid being a 
completely inodorous gas, great precautions are required to 
prevent the occurrence of leakage. 

Heat-conducting Power of Various Substances, Slate 
BEING 1000. — Molesworth, 



Slate 1,000 

Lead 5,210 

Flagstone . . . . 1,110 
Portland stone . . 750 
Brick . . . 600 to 730 
Fire-brick .... 620 

See pages 165 to 171 for results of experiments with various other 
substances. 



Chalk 564 

Asphalte 451 

Oak 336 

Lath and plaster . . 255 

Cement 200 
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ABRUPT rises or falls in air 
trunks or conduits, loss by, 

145 
Absolute pressure, 5 

temperature, 5 
Absorbers, 96, 106, 107, 108, 1 14 
Absorption machine, to start woi Ic- 
ing* 98, 100, no 
process, 93 

cost of making ice and lefrigei- 
ating by, 113, 234 
Abstraction of heat, main function 
of refrigerating machines, 5 
by the rapid melting of a solid, 7 
cost of making ice by, 238 
Accessories, photographic, use of 
refrigerating machinery in fac- 
tories of, 204 
Accidental escape of ammonia gas, 

precautions to take, 78 
Action of and losses in woiking 
an monia absorption machines, 
232 
Adiabatic curve, 50 
Advantages derived from use of 
sealing oil in compression ma- 
chines, 50 
of ether machines for warm 

climate;:, 31 
ammonia machines, 36, 93, 

144 
carbonic acid machines, 35 
cold-air machines, 137, 142, 144 
Affinity of water for ammonia, 78, 

102, 230, 256 
After preset valion of frozen meat, 
M5» 258 



Apents employed in brine circula- 
tion system, 96, 147, 253 
liquefaction process, 8, 10 
the compression process, 21 
Agitation, making clear crystal ice 
by, 209, 210 
objections to, 209, 214 
Air, amounts of aqueous vapour 
held in suspension in, at different 
temperatures, 241 
presence of in ammonia com- 
pression machines, 79 
to get rid of when charging an 
ammonia compression ma- 
chine, 77 
American machine for making iie 

on the liquefaction principle, 8 
Ammonia, use of in refrigerating 
machines, 21, 31, 36 
machines, 36, 39 
gas, tight joints for, 108, 153, 

'54.155 , . 
apparatus, leaks in, to stop, 264 
results of tests with, 57 
anhydrous, 36, 37 
path taken by through refrige- 
rating plant, 48, 100, 109 
qualities of, 37 
solubility of in water, 18, 102, 

232, 258 
accidental spilling of, 78, 232, 
gas,difficultiesin dealing with, 38 
lubricating qualities of, 89 
compression machines, opr ra- 
tion of, 40 
management of, 77 
preliminaries to charging, 77 
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Ammonia machine^, to charge, 78 

to start worPn^, 79 

leakage, defection of, 92, 262 

precautionsr when bieaking 
joints, 89 

cost of working, 30, 57, 234, 
236 

work expended in, 237 

absorption machines, 93 

advantages of, 93 

to start wotiking, 98, 100, 1 10 

operation of, 93 

consumption of fuel by, 98 

amount of cooling water re- 
quired b^ 98, 113 

cost of working, 113, 234 

amount of ammonia lost through 
leakage, 113 

horse-pow^r requited for, 113 

fas propeffJes of, 242 

anti>putresGent properties of, 

153 
no deleterious effect on iron, 

89. 157 
pumps for absoiption machines, 
103, 106, 109, no 
Amount of refrigerating pipes in 
chilling, storage, and freezing 
chambers, to estimate, 259 
Amylic ether, use of as a refrigerat- 
ing agent, 114 
Analysers, 10 1, 103, 104 
Anhydrous ammonia, use of as a 
refrigerating agent, 36 
manufacture of, 37 
proportion of in ordinary com- 
mercial ammoMa, 38 
sulphurous acid, use of as a 
refrigerating agent, 32 
Ar.nual temperature, mean, of prin- 
cipal cities oC the world, 262 
Apparatus for lifting ice cans or 
moulds, 229, 231 

blocks or slabs, 231, 232 
distillation of methylic ether, 27 
water for ice- making purposes, 

222, 227 
manufacturing anhydrous am- 
monia, 37 
Apples, first cargo of imported from 

Australia, 2 
Areas, see diameteis, aieas, and dis- 
placements 



Argentine Republic, supply of fro- 
zen mutton from, 2 
Arrangement of rooms and cold 
stores, 161 

rerrigerating machines, effect 
of on economical working, 237 
Artificial butter factories, use of 
refrigerating machinery in, 199 
use of natural ice for refrige- 
rating purposes, 201 
Artificial surfaces of ice for skating, 
to form, 206 
ice, see ice-mak'ng 
Atmosphere of cold stores or cham- 
bers!, 162 
Attemperators in breweries, appa- 
ratus for cooling water for, 189 
working of, 191 
Attendants required for ammonia 

machines, 98, 233 
Australia, supply of frozen mutton 

from, 2 
Auxiliary cooler for ammonia ab- 

sorption machine, 105 
Aylesbury dairy, refrigerating ma- 
chine at, 14 



BACON curing factoiies, re- 
frigeration in, 179 
factory chill rooms, arrange- 
ment of refrigerating pipes 
in, 150, 179, 180 
Barrel pump«, quantities of water 

discharged by, per minute, 246 
Battery, brine, for cooling air, 74 
Bandeior breweiy cooler or refiige- 

rator, 193 
Beck, W. H., improved iimmonia 

absorption machme, 94, 103 
Beef chill rooms, 178, 179 
Beer worts, refrigerators for coot- 

ing, 191, 192, 193, 201 
Bell-Coleman cold-air machine, 124 

objections to, 142 
Binary or dual absorption process, 

114 
Bisulphide of carbon, use of as a 

refrigerating agent, 114 
Black, Dr., discovery of latent heat 
by, 4 



INDEX. 



267 



Block, Louis, patent valves for am- 
monia compressor, 46 

Blocks of ice, usual sizes of made, 
212, 217, 221 

Blyth and Southey*s vacuum re- 
frigerating machine, 18 

Boiler powei required for ammonia 
absorption machines, 113 

Boyle*s law, 5 

ammonia compressor, 75 

Bramwell, Sir Frederick, descrip- 
tion of early compression machine, 
21 

Breaking joints in ammonia ma- 
chines, piecautions to be ob- 
served, 89 

Breweries, use of refrigerating ma- 
chinery in, 188, 189, 193, 197 

Brewery, fermenting and yeast 
rooms, refrigerating machinery 

for, 193 

management of, 196 
Breweries, rough estimate of re- 
frigeration in, method of obtain- 
ing, 257 
Brine for use in refrigerating and 
ice-making plants, 96, 147, 253 
circulation system, 147 
losses with* 158 
cooled surfaces, refrigeration of 

air by contact with, 160 
cooling battery, 7^ 
system, making ice by, 228, 
229 
British measures, comparison of 

with U.S. standards, 251 
Brotherhood's breweiy refrigerator, 

192 
Butter factories, use of refrigerating 
machinery in, 199, 204 

artificial use of refrigerating 
machinery in, 199, 201 



CAMPANIA ss., cold store on 
board of, 182, 183 
Candle works, use of refrigerating 

machinery in, 197 
Can ice-box or tank, 212 

system, advantages of, 215 
Cans or moulds, mechan'sm for 
shifting or moving, 215, 229, 231 



Capacity of lefrigerating machine 
required for a given cold store or 
chamber, to estimate, 174 
Carafes frappes, refrigerating ma- 
chine for pioduction of, 14 
Carbonic anhydride or carbonic 
acid, use of as a refrigerating 
agent, 32, 35, 264 
Carbon dioxide, see caibonic anhy- 
dride 
Carbon monoxide or carbonic oxide 

gas, 35 
Carcasses, freezing or congealing, 
145, 161 
traversing through freezing 

chamber, 150 
freezing or congealing for trans- 
portation, 161, 162 
packing in cold store or cham- 
ber, 172 
Cargo of frozen meat, first brought 

to this country, 2 
Cair6, Edmond, sulphuric acid 
freezing machine, 14 
Ferdinand, absorption machine, 

93 
Catch all, see oil separators and 

interceptors 
Cell ice-making tank or box, 219 

advantages of, 219, 221 
Centiifugal fans, 257 

power required for, 257 

proportions of, 257 

pumps, power required to drive, 

249 
oil separators cr interceptors, 
86 
Charge of ammonia, proper, in com- 
pression machine, 78, 92 
Charging or filling cans with water 
for freezing, 215 

ammonia cumpres^-ion machine, 
78 
Cheese factories, use of refrigerating 

machinery in, 199 
Chemical works, use of refrigerating 

machinery in, 204 
Chill rooms, arrangement of re- 
frigerating pipes in, 147, 149, 150 
construction, &c., of, 163, 178, 
179, 180 
Chilling rooms or chambers, to esti- 
mate amount of refiigerating pipes 
for, 259 
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Chimogene, use of in refrigeiating 

machine, 31 
Chloride of calcium , for making 
brine, 96, 147, 253 

of sodium or common salt, 96, 
147, 253 
Chocolate and cocoa manufactories, 
use of refrigerating machinery in, 
188, 204 
Chocolate an' I cocoa, use of le- 
frigeiating machinery in manu- 
facture of, 188, 204 
Christiansen, see Mackay and Chris- 
tiansen 
Cities principal, mean annual tem- 
peratures of, 262 
Clark, D. K., tests with respect to 
non-conducting properties of 
various substances, 171 
Clear crystal ice, methods of mak- 
ing, 209 

block ice, cost of producing 
with ammonia machines, 
232 
Coal, consumption of by cold-air 

machines, 147 
Cocks or valves, expansion, 29, 70, 

80, 107 
Coefficients for efflax of air fiom 

orifices, 257 
Cold air, admission of to cold cham- 
bers, &c., 144 
system, 116 

machines, 116, 117, 118, 119, 
122, 12^, 126, 127, 131, 133, 

135 
cost of producing cold with, 

237 
management of, 143 
results of tebt experiments with, 

143 
brine, passmg refrigerated air 

thiough, 160 
stores and chambers, 161 
arrangement o( pipes in^ 162 
marine, inspection of, 173 
construction and insulation 

of, 163, 172, 181, 182, 

i«3 

closing up of when filled, 174 

small, 175, 177 

number of times cubical en- 
tents of the air sbpuld be 
cooled, 175 



Cold chambers, aimission of cold air 
to, 172 
temperatures of, adapted for 
storage of various articles, 
256 
Coleman, J. J., on experiments 
with non-conducring substances, 
170 
see also Bell-Coleman 
Collectors, separators, or inteicep- 

tors, oil, 48, 69, 85, 86 
Colliery shafts sinking in quicksand 
soils, use ofrefrigeratingmachinery 
for, 205, 206 
Collins, W. H., on comparative 
value of various non-conducting 
substances, 171 
Colyer, Frederick, results of tests of 
working of ether machines, 30 
calculations as to cost of work- 
ing of ammonia absorption 
machine, 233, 234 
Combination of direct expansion 
and brine system, making ice by, 
66, 229 
Combined arrangen^ent for cooling 
water for attempmting, and air 
in fermenting and 5 east rooms of 
bieweries, 196 
Commercial ammonia, see common 

ammonia 
Common ammonia of commerce, 

37, 38. 113 
Comparison of Cent, and Fahr. 
thermometer scales, 243 
various hydrometer scales, 242, 

245 
British measures with U.S. 
standards, 251 
Compensating chamber for am- 
monia compression machine, 58 
Complete installations of refrigerat- 
ing plants on ammonia compres- 
sion system, 46, 58, 63, 74, 

183 
Compound or dual liquid, use of as 

a refrigerating agent, 1 14 
Comprcs ion process, 21, 36 

machine^, essential parts in, 

23 

Compression machines, cost of work- 

ir*&, 30» 57, 236 
Compressor lor treating the gas in 
two stages, 33, 72 



INDEX. 



269 



Compressors, ammonia, lubrication 

of, 42, 54, 82, 89 
Concentrator, for dilute sulphuric 

acid, 15 
Condensers, 15, 22, 23, 24, 25, 
26, 28, 31, 34, 39, 48, 49, 62, 
66, 98, loi, 102, 104, 105, 
107 
Condensing pressure, excess, 91 
water, amount required in ether 

machines, 30, 31 
ammonia compression ma- 
chines, 83 
absorption machines, 113 
Conducting powers of various sub- 
stances, 165, 168, 169, 171, 
264 
Containers, water, 103 
Continuous acting ammonia absorp- 
tion machine, 94 
Coolers, 68, 97, 102, 103, 105, 
115, 119, 122, 126, 131, 135, 

Cooling water for jacket of ammon'a 
compression cylinders, amount 
required, 83 
pipes on direct expansion sys- 
tem, care of, 157 
brine circulation system, ob- 

stiuctions m, 159 
scaling and lubricating oil for 
ammonia compressors, 42, 
72 
Cool bed or cool ship in brewery, 

Cotk as a material for insulation 

of cold stores or chambers, 
163 

Corrugated brine cooling battel y, 

74 

Cost of working refrigerating ma- 
chinery, 30, 57, 98, 113, 233, 234, 
236 

Cream coolers, 204 
frozen trade in, 3 

Creams, icing or freezing, 7 

Cullen, Dr., vacuum machinery of, 

13 
experiments by, with ether, etc., 
21 
Cunard Company's steamers, cold 

stores on board of, 182 
Cuiing cellars of bacon factoiies, 
179 



Cycle of operations in an ether 
machine, 22, 23 
ammonia machine, 40 
Cyrogene, use of, as a refrigerating 
agent, 31 



DAIRIES, use of refrigerating 
machinery in, 199, 202 
Davy, Sir Humphry*s theory of 

heat, 3 
De-aerated water, making ice with, 

209, 221 
De-aerating water, methods of, 221, 

222, 224, 228 
Definitions of heat, 3 
Dehydrator, see Drier 
De La Vergne single-acting am- 
monia gas compressors, 42 
double-acting ammonia gas 

compressors, 46 
expansion valve or cock, 80 
oil separator, 48 
pipe joint, 153 
stop-cocks or valves, 155 
discs or gills for increasing 
cooling surface of pipes, 156 
beef chill room, 178 
arrangement for cooling fer- 
menting room in brewery. 
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mstalla 



lation in a skating rink, 
206 

ammonia compression ma- 
chines, cost of working, 
Delia Beffa and West's ether ma- 
chine, 29 
De Marian, specific gravity of pure 

ice, 208 
De Motay and Rossi's refrigerating 

agent, 115 
Denton, Professor, on the loss of 
efficiency in ammonia compres- 
sors, 68 
Deposit on exterior of condenser 
coils or tubes, 88 
in interior of ammonia pip«s, 
88, 108 
Diagonal pattern cold-air machine, 

13' 

Diagrams from ammonia compres» 
sors, 50 
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Diameters, areas, and displace- 
ments, 245 

Dioxide of sulphur as a refrigerating 
agent, 31 

Direct expansion system, refrigera- 
tion by, 147, 151, 152, 162, 193, 
I95» 204 
^ economy of, 157 
ice-making by, 22S 

Direct gas-driven cold-air machine, 
176 

Discharge valves of ammonia com- 
pression machines, lift of, 82 

D.splacements, see table of dia- 
meters, areas, and displacements 

Dissolution of a solid, production of 
cold by, 7, 238 

Distilleiies, use of refrigerating ma- 
chinery in, 204 

Distilling apparatus for de-aerating 
water, 222, 227 
'iDobbie, J. G., tests for conductivi- 
ties of asbestos and kieselguhr, 
169 

Double and single-acting com- 
pressors, relative advantages of, 

39 
Driers or dehydrators, 34, 38, 1 14, 

Dry air machines, see cold air sys- 
tem 

Dual or binary absorption process, 
114 

Duplex pumps, estimating capacity 
of, 247 

Duration of tests of ammonia Com- 
pression apparatus, proper, 90 

Duterne, Victor, metallic packing, 
90 

Dynamite factories, use of refrige- 
rating machinery in, 204 



ECONOMISER, or temperature 
exchangers for ammonia ma- 
chines, 100, Id, no 
for cold-air machines, 132, 136 
Efficiency, loss of in ammonia com- 
pression machines, 68, 84 
of ammonia compression appa- 
ratus, to determine, 90 
of hydraulic or water rams, 249 



Efflux of air from orifices, coeffici- 
ents of, 257 
Emery, C. E., on experiments with 

non-conductors of heat, 1 70 
Engineer, The, article on heat, 4 
Esthonian tribe, freezing by, 7 
Estimate of refrigeration in brewer- 
ies, method of making rough, 

259 
Ether, use of as an agent in refrige- 
rating machines, 21, 24 
objections to, 31 
advantages of, 31 
compression machines, work of 
and losses in, 234 
Ethylo-sulphurous dioxide as a re- 
frigerating agent, 115 
Evaporation, abstraction of heat by, 
12 
of liquids, table of, 240 
Excess condensing pressure, 91 
Exchanger, temperature, 16, 100, 

loi, no, 132, 136, 141 
Exhaust steam from engine, use of 

for ice-making, 49, 222 
Expansion cocks or valves, 29, 70, 

80, 107 
Expenses, main, in production of 

artificial cold, 233 
Extracting air from water, methods 
of, 221 



FACTORY for making ice, 
arrangement of, 229 
Falkland Islands, supply of frozen 

mutton from, 2 
Fans, centrifugal, 257 
Fermenting and yeast rooms, cool- 
ing air in, 193 
Filling cans for freezing, 215 
Filteis, air, for cold-air machine, 

"7 

Fittings required for testing the 
efficiency of ammonia compres- 
sion apparatus, 90 

Fixary ammonia compressor, 57 

Fixing and manipulation^ effect of, 
on cost of working refrigerating 
machinery, 237 

Formula for conversion ot different 
thermometer scales, 2^2 
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Formula for calculating the amount 
of air delivered per hour by cold 
air machines, 254 
Foundations in quicksand soils, use 
of refrigeration machines for lay- 
ing, 205 
France, manufacture of ice in by 

natural evaporation, 13 
Fieezing mixtures, table of princi- 
pal, 10 
observajtion on, 9 
law governing, 9 
carcasses, 149, 150, 161, 162, 259 
rooms or chambers, to estimate 
amount of refrigerating pipes 
required for, 175,259 
French absorption machine, 114 
Fresh provisions, trade in, i 
Frick ammonia compressors, 52 
operation of, ^5 
cost of producing ice with, 234 
Friction in pipes, 250, 256 
in tubes, 

of compressed air in pipes, loss 
by, 256 
Frigorific mixtures, see freezing 

mixtures 
Frozen mutton and lamb, hanging, 

172 
Fruit cargo, stowage of, 1 73 

proper temperature for, 173, 

259 
trade, commencement of, 2 
Fry, J. S., first use of refrigerating 
machinery by, in chocolate fac- 
tory, 188 
Fuel, consumption of with vacuum 
machines, 16 

compression machines, 30, 57 
absorption machines, 98, 234 
coli-air machines, 147, 239 



GALE, A. R., observations by, 
on moisture in cold-air ma- 
chines, 140 
Gas compressor, action of, 40 
driven cold -air machine, 176 
motor, advantages of for driv* 
ing small cold -air machines, 
177 



Gasoline, use of as a refrigerating 
agent, 31 

Gas-light joints, 70, 103, 108, 153, 
154, 155, 156 

Gelatine, use of refrigerating ma- 
chine for dr}'ing, 204, 205 

Generators for absorption machines, 
94, 100, loi, 105, 109, 113. 115 

GiiFard's cold -air machine, 118 

improved cold-air machine, 124 

Glue works, use of refiigerating 
machinery in, 205 

Godell, H. C., portable refrigerating 
chamber, 164, 187 

Gorman, see Siebe Gorman & Co. 

Gorrie's cold-air machine, 116 

Grottbrecht, Dr., experiments of, with 
respect to the anti-putrescent 
properties of ammonia, 151 



HALL, J. & E., Limited's cold- 
air machine, 136 
system of refrigeration, 149 
traversing carcasses through 
freezing chamber, 150 
Hanging frozen mutton, method of, 

172 
lamb, not required, 173 
Hargreaves & Inglis* coldrair ma- 
chine, 126 
j-^^also Hick, iiargreaves & Co. 
Harrison, James, vacuum machines 
for the manufacture of opaque ice, 

17 
compression machine, 24 
invention of wall or plate sys- 
tem of ice-making oy, 209 
vacuum machine, cost of pro- 
ducing ice with, 238 
Haslam, Sir A. S., compound am- 
monia compressor, 72 
corrugated brine cooling bat- 
tery, 74 
cold-air machmes. 128, 131, 

132 
' direct gas-driven cold -air ma- 
chine, 176 
water«distilling apparatus, 222 
cold-air machine, cost of pro- 
ducing cold with, 239 
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Healthy working of an ammonia 
compression machine, signs of, 

79 
Heat, true definition of what i<!, 3, 4 
conducting power of various 
substances, 165, 168, 169, 
171, 264 
transmitted through a square 
foot of plate per hour, to 
find, 166 
conductivities of various sub- 
stances, tables of, 165, 168, 
169, 171, 264 
Hick, Hargreaves & Co.'s cold-air 

machine, 136 
Hog chill room, 180 
Holds of vessels for carrying live 

cattle, cooling of, 206 
Hopkinson, Dr., estimate of, for 
cost of making ice with vacuum 
machine, 238 
description of Windhausen 
machine by, 14 
Hospitals, use of refrigerating ma- 
chinery for cooling atmosphere 
of, 206 
Hot climates, advantages of ether 

machines for, 31 
Hutton, formula for finding heat 
transmitted through square foot 
of plate, 166 
Hydraulic rams, proportions of sup- 
ply and delivery pipes of, 249 
Hydraulic rams, efficiency of, 249 
Hydrometer scales, various, com- 
parison of, 244, 245 
Hydrants, provision of, desirable iii 
ice factories, 232 



ICE, artificial surfaces of, for skat- 
ing, 206 
blocks or pyramids, ornamental, 

211 
cost of making with ammonia 
compression machines, 57, 

absorption macmnes, 113, 234 
ether machines, 30, 237 



Ice vacuum machines, 238 

by liquefaction process, 238 
blocks or slabs, usual sizes of 

made, 212, 217, 221 
making, 208 

making tanks or boxes, num- 
bers of required for different 
outputs, 221 
various systems of making, 228 
factory, arrangement of, 229 
delivery machines, 231 
store, refrigeration of, 232 
manufacture of in breweries, 197 
Improved oil separator or collector, 

b6 
India, manufacture of ice in, by 
natural evaporation, 12 
rubber works, use of refrigeiat- 
ing machinery in, 205 
Industrial applications, various, 18B 
Information required to enable 
manufacturers to estimate for the 
cost of a refrigerating plant, 254 
ice-making plant, 255 
Inglis, see Hargreaves & Inglis 
Insulation of cold stores or cham-- 
bers, 163, 164, 165, 172, 177, 182, 

183 
Interceptors or separators, oil, 48, 

69, 85, 86 
Interchangers, 100, loi, no, 132, 

136, 141 



JAMIESON, Professor, experi- 
ments by, on the thermal con- 
ductivities of various substances, 

167 

Jamieson, Professor, account by, of 
previous experiments with non- 
conductor ••, 170 

Johnson & Whitelaw*s absorption 
machine, 1 14 

Joints for pipes of ammonia com- 
pression machines, 108, 153, 154, 

15s 
precautions when breaking, 89 
Joule's mechanical equivalent of 
heat, 4 



INDEX. 



273 



KILBURN ammonia compres- 
sors, 63, 66 
pipe joints, 154 
stop cocks, 156 
maiine installation, 183 
arrangement for refrigeration in 
dairy, 202 
Kingsford, improvements in vacuum 

machines by, 14 
Kirk, Dr. A. C., cold-air machine 
of, 117 
first use of refrigerating ma- 
chinery by, for paraffin oil 
extraction, 188 



LABOUR-SAVING contriv- 
ances for ice factories, 229 
Labour required to work refrigerat- 
ing machinery, 98, 233 
Lager beer, cooling of fermenting 

rooms and store cellars for, 197 
Lamb, frozen, when fit for use, 173 
Land installations, cold air inlet 

trunk or pipe for, 172, 173 
Lange's pumps for vacuum ma- 
chine, 16 
Latent heat, definition of, 3, 4 
Leakage of gas in compressors, pre- 
vention of, 39, 42, 54, 56, 57, 58, 
60, 66, 70, 72 
Leaks in ammonia apparatus, to 
stop, 264 
in carbonic acid machines, to 
delect, 264 
Lemonades, icing or cooling, 7 
Leslie's improvements in vacuum 

machines, 14 
Lift of suction and discharge valves 
of ammonia comprcrsion ma- 
chines, 82 
Lifts for ice factory, 232 
Lightfoot's ammonia compression 
apparatus, 66 

cold air machine, 132 
experiments with ether com- 
pression machines, 30 
arrangement for making ice by 
a combination of the direct 
expansion and brine circula- 
tion systems, 227 



Lightfoot*s observations'upon frigor- 
itic or freezing mixtures, 9 
the effect of the presence of 
water on heating or cooling 
of air, 138 
carbonic acid as a refrigerating 
agent, 35 
Lmde, Carl, improved system of 
making clear ice by agitation, 

ammonia compressors, 56 
Liquefaction of a solid, cost of pro- 
duction of ice by, 238 
process, the, 7 
Liquor ammonia, oidinarycommei 
cial price of, 113 
strength of, 37, 38 
London and Tilbury Lighterage 
Co., Ltd., refrigerated barges of, 
186 
Loose ground, freezing of, for well 
sinking, &c., 205 
tools required in ice factory, 
232 
Loss by absorption of heat by am- 
monia gas after leaving the con- 
denser, 84 
of pressure by friction of com- 
pressed air in pipes, 256 
Losses by leakage of gas in com- 
pressors, 42, 51 
in working ammonia absorption 
machines, 234 
Lowe's carbon dioxide refrigerating 

machine, 34 
Lubrication of ammonia compres- 
sors, 42, 54, 82, 89 
Lucania, ss., cold stores on board 

of, 182, 183 
Lugo and McPherson*s cold-air 
machine, 128 
see also Tuttlc & Lugo 



MACHINE for refrigerating cold 
store or chamber, to estimate 
capacity required, 175 
distillation of methylic ether, 

27 
Mach, Dr. Ernst, on theory of 
heat, 4 

T 
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Machines for iHe distillation of water 
for ice-making purposes, 222, 227 

Mackay 6c Christiansen's improved 
ammonia absorption machine, 94, 
105 

Management of ammonia compres- 
sion machines, 77 
cold -air machines, 143 

Manufacture of anhydrous ammonia, 
37 

Marchant's cold-air machine, T17 

Marine installations, suitability of 
cold-air machines for, 142 

Marine installation, cold-air pipe or 
trunk for, 173 

general arrangement and stor- 
age of, 173 
cold stores or chambers, i8r, 
182, 183, 185, 186 

Marriotte's law, 5 

Martindale, Col. B. H., description 
by, of refrigerating machinery at 
St. Katherine's Docks, 145 

Mataura^ refrigerating installation 
on board of, 2 

McPherson, see Lugo & McPherson 

Mean annual temperatures of prin- 
cipal cities of the world, 262 

Meat, refrigerating machines for 
preserving, 161 

Mechanical equivalent of heat, 3, 

, 4 

Melting of a solid, production of 

cold by, 7 
cost of making ice by, 238 
Memoranda, useful, 240 
Mercury wells, 91 
Metallic packing for stuffing boxes 

of ammonia compressors, 90 
Methylic ether, 27 
Milk, frozen, trade in, 2 
Mirrlees, Watson, & Yaryan Co., 

Ltd., see Yaryan 
Mixtures, freezing, table of princi- 
pal, 10 
Moisture, removal of, from air in 

cold-air machines, 132, 136, 137, 

138 
Molesworth, heat conducting power 

of various substances, 264 
Monisty paper in, by Dr. Mach, 4 
Mort, improved ammonia absorp^ 

tion machine, 94, 10 1 
see also Nicoili & Mort 



Muriate of lime, see chloride of 

calcium 
Mutton, frozen, proper method of 

hanging, 172 



NAIRN, improvements in vacuum 
machines by, 13 
I Naphtha, use of, as a refrigerating 
agent, 31 
Neubecker's ammonia compressor, 

58 
Niagara Hall, artificial ice at, 206 
Nicoili & Mort*s ammonia absorp- 
tion machine, 115 
Non-conducting substances for in- 
sulating purposes, 163 
choice of, 164 
experiments with, 165, 166, 

167, 169, 170, 171 
covering for parts of am- 
monia compression appar- 
atus, 84 
Nonparielf refrigerating installation 
on board of, 2 



OBJECTIONS to cold-air ma- 
chines, 137, 142 
ether machines, 31 
ammonia machines, 37 
vacuum machines, 16 
carbonic acid machines, 35 
Obstructions in ammonia pipes, to 
remove, 88 

cooling coils, to remove, 108 
Oceana ss., refrigerating installation 

on board of, 2 
October temperature, to obtain in 
I brewery fermenting and yeast 

rooms,' 193 
Oil, presence of, in ammonia com- 
' pression apparatus, 79 

most suitable for use in am- 
monia compressors, 45,46, 82 
separators, 48, 69, 85, 86 
Opacity of ice, reason for, 208 
Open trough system of refrigera- 
tion, 147, 150 
Ordway, Professor J. M., experi- 
ments by, with various non-con- 
conducting substances, 1 70 
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Organic substances, preservation of, 

151, 161, 188 
Orient ss., refrigerating installation 

on board of, 2 
Orifices, coefficients for the efflux 

of air from, 257 
Qrosius, see Eslhonian tribe 



PACKING carcasses in cold stores 
or chambers, 172 
piston rod stuffing boxes of 
ammonia compressois, 89, 90 
valve or stop-cock stuffing 
boxes, 70, 103 
Paraffin oil, use of refrigerating ma- 
chinery in the manufacture of, 
188, 197 
Passenger steamers, cold stores on 

board of, 181, 182 
Peclet, table fiom experiments by 
showing non-conducting proper- 
ties of various materials, 165 
Peninsular and Oriental Company's 
passenger steamers, cold stores 
or chambers on board of, 181 
Perkins, Jacob, compiession ma- 
chine of, 2 r 
Photograph accessories, use of re- 
frigerating machinery in factories 
of, 204 
Pictet, Raoul, experiments by, on 
radiation at low temperatures, 
166 
sulphurous acid machine, 3 1 
ammonia compression machine, 

67 
cost of producing ice with ma- 
chines of, 237 
improved refrigerator, 68 
special refrigerating agents, 32, 
114 
Pieper, on working of Windhausen 

vacuum machine, 238 
Pipes, friction of liquids in, 250 
standard wrought iron, dimen- 
sions, &., of, 251 
loss of pressure by friction of 
compressed air in, 256 
Pipe joints, gas light, 70, 103, 108, 
153 154, 155, 15^ 



Piston rod of ammonia compressors, 

packing of, 89, 90 
Plate or wall system of making clear 

ice, 209, 215 
Pockets, see traps or pockets 
Pcetsch method of utilising refrige- 
I rating machineiy in the sinking of 

colliery shaft?, 206 
I Pontifex, E. L., improved gas- 
tight joint for ammonia pipes, 
I 108 

ammonia absorption machine, 
94, 106 
Pontifex- Wood improved ice-box or 
tank on the wall or plate system, 

215 
cell ice-making tank or box, 2 19 
ammonia absorption machines, 

cost of working, 234 
apparatus for cooling water for 
attemperators in breweries, 
189 
brewery refrigerator, 193 
arrangement of refrigerating 
machine, for an artificial but- 
ter works, 201 
pyramid ical crystal ice-making 

tank or box, 211 
can ice-box, 212 
Portable water distilling or de- 
aerating apparatus, 226 
refrigerators, 185 
Posticus cold- air machine, 118 
Power required to drive centrifugal 

pumps, 249 
Preserving unfrozen meat, &c., tem- 
perature of store for, 16?, 258, 

259 ^ . 

Pressure, excess condensing, 91 
in ammonia machines, 40, 42, 

90, 9h 92, 185 
of water, 246 
Price of ordinary commercial liquor 

ammonia, 113 
Principal cities, mean annual tem- 
peratures of, 262 
Production of cold by the rapid 

dissolution of a solid, 7, 238 
Proper charge in ammonia com- 
pression machines, to ascertain, 
78, 92 
Properties of saturated ammonia 
gas, 242 
of saturated steam, 260 
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ProtoSy refrigerating installation on 

board of, 2 
Provisions, fresh, trade in, i 
injury to duiing transit, 3 
damage to, by snow present in 
cold air, 141 
Public buildings, cooling of, by 
means of refrigerating machinery, 
206 
Pulsometer Engineering Co., am- 
monia compression machines, 58, 

63 

cost of working, 236 

carbonic anhydride machines, 

35 
cold store or chamber, 147 
ice delivery machines, 231 
portable refrigerators, 186 
improved ammonia compres- 
sors, 58 
Pumps, ammonia, 67, 105, 106, no 
of vacuum machines, 13, 14, 
IS, 16, 17, 18 
Puplelt, Samuel, improved ammonia 
compression apparatus, 68, 70 
oil separator or interceptor, 69 
water cooling aj paiatus, 84 
agitators for making clear or 

crystal ice, 212 
small cold store or chamber, 

177 
and Rigg*s improved ammonia 

compression machine, 68 
apparatus for lifting ice cans, 

231 



QUICKSAND soils, freezing of 
in well-sinking, &c., 205 



RADIATION at low tempera- 
tures, experiments on, 166 
Railway trucks and vans, refrigera- 
tion of, 186 
Readings from instruments when 
testing ammonia compression in- 
stallation, number of lequircd, 90 
Rectifiers, 99, 102, 104, 105 



I Reece, Rees, improved ammonia 

i absorption machine, 94, 98 

j Refrigerating mixtures, 9 

! machines, different classes of, 

I ^ 

chamber on brine circulation 

system, 147 4 

pipes, care of, 157 
Refrigerators, 9, 23, 25, 28, 29, 31, 
32, 40, 48, 66, 67, 68, 96, 100, 
' 105, 183, 185, 186, 187 
! Refiigeration, ^4 
Regulating cocks for valves for am- 
monia machines, 70, 80, 107 
ether machines, 29 
Regulation of ammonia compres- 
sion machines, 79 
Relieving of thawing tanks, 49, 

212, 229 
Rhigoline, use of, as a refrigerating 

apent, 31 
Richaidson, Dr. B. W., on the 
anli-putiescent qualities of am- 
monia, 151 
Rigg, J. L., compression apparatus 

of, 68 
River Plata, supply of frozen mut- 
ton from, 2 
Romans, method of cooling used 

by, 7 
Roscoe, Sir H. E., on properties of 
carbonic acid or carbon dioxide, 

35 
Rossi, see De Motay & Rossi 
Rumford, Count, see Thompson, 

Benjamin 



SANTORIO, method of cooling 
wine mentioned by, 7 
Saturated steam, properties of, 
260 
ammonia gas, properties of, 
242 
St. Claii's compound ammonia 

compressor, 75 
St. Katherine's Docks, installation 
of refrigerating machinery in cold 
stores at, 145 

plan adopted for the insulation 
of cold stores or chambers 
at, 172 
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Scientific definitions, misleading 
nature of, 3 

Sealing oil for ammonia compres- 
sion machine, 42, 72 
path taken by throngh conn- 
plete apparatus, 48 

Seeley*s improved absorption ma- 
chine, 113 

Separate air cooling compartment 
system, 159 

Separators, 27, 31, 37, 48, 69, 85, 
«6, 114, 133, 136, 137, 138 

Ships' holds, cojlinjj of, 162 

Siebe Gorman Sc Co., Harrison 
type of sulphuric ether machine 
made by, 25 

Siemens, Sir W., machine for the 
production of cold by the lique- 
faction process, 8 

cost of making ice with, 230 

Slow freezing, manufacture of clear 
ice by, 209 

Snow boxes, 137, 146, 173 

Solubility of ammonia in water at 
different temperatuies, 258 

Southampton Docks, desciip'ion of 
cold stores at, 159 

Southby, see Blytb & Soulhby 

Specific heat, 3, 4 

giavity of pure ice, 208 
heat of ice, 208 

Standard unit of heat, 3 

Stanley, H. F., improved ammonia 
absorption machine, 94, 10 1 

Stationary shallow cell system of 
making clear or crystal ice, 209, 
210,218 

Steam, exhaust, use of for ic j mak- 
ing, 49, 222 
saturated, propeities of, 260 

Steamers, see passenger steamers 

Sterne, L. & Co., Ltd., ammonia 
compression machines madeby, 42 

Stevenson & Co.'s cold-air machine, 
137 

Stewart, Balfuur, definition by, of 
latent heat, 4 

Stop-cocks or valve? for ammonia 
apparatus, 70, 155, 156 
See also regulating and expan- 
sion valves 

Storage rooms or chambers to esti- 
mate amount of lefrigerating 
pipes for, 259 



Stores or chambers, cold, insulation 
of, 163 

Stuffing boxes of ammonia com- 
pression machines, 42, 54, 56, 58, 
66, 79, 89, 90 
pumps, 103, 106, no 
stop-cocks or valves, 70, 103 

Sturgeon's cold-air machine, 137 

Suction valves of ammonia com- 
pression machines, lift of, 82 

Sugar factories, use of refrigerating 
machinery in, 204 

Sulphide of carbon, use of as a re- 
frigerating agent, 114 

Sulphur dioxide, see sulphurous 
acid 

Sulphuric ether, use of, as a refrige- 
rating agent, 25, 26 

Sulphurous acid, use of, as a re- 
frigerating agent, 31, 114 
method of manufacture, 31 
anhydrous, 32 

Sulzer engine, 57 



^ABLE of principal freezing 
mixtures, 10 
giving results of tests carried 
out with an ether compres- 
sion machine, 30 
ofamountsof vapour condensed 
in various stages of cooling 

air, 133 

giving lesults of tests made 
with an ammonia compres- 
sion machine, 57 

giving results of tests made 
with cold-air machines, 143 

giving non-conducting proper- 
ties of various substances, 
165, 166, 168, 169, 171, 264 

giving results of tests as to the 
relative and absolute thermal 
conductivities of various sub- 
stances, 168 

giving results of tests as to the 
relative conductivities of 
asbestos and kieselguhr, 

169 
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Table giving loss of pressure by 
fiiction of compressed air in 
pipes, 256 

giving results of experiments on 

the heat conductivities of 

various substances, 171 
of evaporation of liquids, 240 
of friction of air in tubes, 

256 
giving amounts of aqueous 

vapour held in suspension in 

air at different temperatures, 

241 
giving solubility of ammonia in 

water, 258 
showing properties of saturated 

ammonia gas, 242 
giving temperatures adapted 

for cold stores for various 

articles, 258 
giving comparison between 

Cent, and Fahr. thermometer 

scales, 243 
giving properties of saturated 

steam, 260 
giving comparison between 

various hydrometer scales, 

.244,245. , . , 

givmg decimal equivalents of 
fractions of an inch, 262 

giving pressure of water, 246 

giving mean annual tempera- 
tures in principal cities, 262 

of diameters, areas, and dis- 
placements, 247 

giving power required to raise 
water from deep wells, 248 

of heat-conducting powers of 
various substances, 264 

giving quantity of water dis- 
charged by barrel pumps per 
minute, 248 

giving proportions of supply 
and delivery pipes of hydrau- 
lic rams, 249 

giving efficiency of hydraulic 
rams, 249 

giving power required to drive 
centrifugal pumps, 249 

of friction of liquids in pipes, 
250 

giving dimensions, &c., of 
standard wrought iron pipe, 
251 



Table giving comparison of British 
measures with U.S. standards, 

251 
Tancredus, Latinus, method of 
freezing water mentioned by, 
7 
Tellier, Chailes, compression ma- 
chine of, 26, 28 
apparatus for the distillation of 

methylic ether, 27 
and Pictet machines, cost of 
producing ice with, 237 
Temperature exchanger or econo- 
miser for ammonia machines, 
100, loi, no 
for cold-air 'machines, 132, 136 
rise of, in coM or refrigerated 
air on passing through con- 
duits, 146 
to regulate with ammonia com- 
pression machines, yq 
Temperatures adapted for the cold 
storage of various articles, 258 
mean annual, of principal cities, 
262 
Terms relating to heat, &c., ex- 
planation of, 3 
Tests with ammonia compression 
machine; results of, 57 

of exhausted liquor left in am- 
monia still, 38 
for efficiency of ammonia com- 
pression apparatus, 90 
fittings required for, 90 
of relative and absolute thermal 
conductivities of various sub- 
stances, 167 
of water or brine for leakages 
of ammonia, 263 
Thawing or relieving tanks, 49, 212, 

229 
Thermal unit of heat, 3 

units in a ton of ice, 208 
Thermometer scales, formula for 
conversion of, 242 

table of comparison of, 243 
Thompson, Benjamin (Count Rum- 
ford), theory of heat, 3 
Tompkins, E. H., improvements in 
ammonia ■ absorption machines, 

94, 105 
Ton of ice, equivalent of, 208 
Tools, loose, required in an ice fac- 
tory, 232 
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Toselli apparatus for making ice by 
the liquefaction process, 8 

Trade in fresh provisions, short his- 
tory of, I 

Transparent crystal ice, method of 
making, 209 

Traps or pockets for catching and 
carrying off water in rectifiers of 
absorption machines, 102, 109, 
III, 112 

Traversing carcasses through freez- 
ing chamber or room, 150 

Trough, open, system of refrigera- 
tion by, 150 

Truman, Hanbury & Co.'s brewery, 
first refrigerating machine used 
at, 188 

Tubes, friction in, 256 

Tunnelling in quicksand soils, use 
of refrigerating machinery for, 
205 

Tutlle & Lugo's cold-air machine, 
128 

Twining, Professor, compression 
machine of, 24 
invention of plate or wall sys- 
tem of ice making by, 209 



UNITED States standards, com- 
parison of British measures 
with, 251 
Useful information, 251 

tables and memoranda, 239 



VACUUM process, 12 
agent used, 20 
making ice Isy, 15, 16, 229 
machines, 13 — 19 
cost of making ice with, 238 
Vallance, improvements in vacuum 

machines by, 14 
Valves, expansion, 29, 70, 80, 107 
care of, 89 
lift of, 82 
Vapourisers, see Refrigerators 



Villafranca, Blasius, utilisation of 
liquefaction process by, for the 
production of cold, 7 

Volatile refrigerating agents, ab- 
straction of heat by, 21 



WALLS for cold chambers, 
various, 163, 164, 165, 172, 
177, 182, 183 
Wall or plate system of refrigera- 
tion by biine circulation, 149 
of making clear crystal ice, 209, 

215. 
objections to, 209, 217 
advantages of, 218 
Walker's apparatus, 9 
Washing and freeing cold air from 

snow, 160 
Water, common method of cooling 
in hot climates, 12 
power required to raise from 

deep wells, 248 
quantities of discharged per 
minute by barrel pumps, 248 
presence of, in ammonia com- 
pression apparatus, 79 
amount of, required for cooling 
purposes in jacket of am- 
monia compressor, 83 
companies' mains, use of water 
from for condensing purposes, 

31,83 

condensing, amount of required 
in ether machines, 30, 31 

ammonia compression ma- 
chines, 83 

consumption of, in vacuum 
machines, 16 

cooling and saving apparatus, 

84 

pockets or traps for absorption 
machine, 102, 109, iii, 112 

containers for absorption ma- 
chines, 103 

cost of cooling by means of an 
ammonia absorption machine, 
234 

effect of presence of, on heating 
or cooling of air, 138 

pressure of, 246 
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Webb's patent valves, 66 
Wells, mercury, for testing installa- 
tion on the ammonia compression 
system, 91 
Well-sinking in quicksand soils, use 
of refrigerating machinery for, 
205 
West Indian fruit, first cargo of 
brought to this country, 2 
see Delia BeflFa and West 
Weyde, Van der, compression re- 
frigerating apparatus of, 31 
Whitelaw, see Johnson & White- 
law 
Windbausen's carbonic acid ma- 
chine, 32 
compound vacuum pump, 14 
compressor for treating the gas 

in two stages, 33 
double-cylinder cold-air ma- 
chine, 119 
single-cylinder cold-air ma- 
chine, 122 



Windbausen's vacuum machine, cost 
of producing ice with, 238 

Wine growers and merchants, use 
of refrigerating machinery Ijy, 
204 

Wood, see Ponlifex & Wood 

Workingof refrigerating machinery, 
cost of, 30, 57, 98, 113, 233, 234, 
236 

Worthington duplex pumps, esti- 
mating capacity of, 247 

Woit«, beer, refrigerators or coolers 
for, 191, 192, 193, 201 

Wi ought-iron pipes, standard di- 
mensions, etc., of, 251 



Y ARYAN water distilling appar- 
atus, 222, 224, 226 
Yeast rooms, cooling air in, 193 
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I}*K.Clark^8Pocket'Book for Mechanical Engineers, 

THE MECHANICAL ENGINEER'S POCKET-BOOK OF 
TA BLBS, FORM ULjE,R ULES AND DATA. A Handy Book of Reference 
for Daily Use in Engineering Practice. By D. Kinnear Clark, M.Inst.C.E., 
Author of " Railway Machinery," " Tramways," &c. Second Edition, Re- 
vised and Enlarged. Small 8vo, 700 pages, 9s. bound in flexible leather covers, 
with rounded comers and gilt edges. 

Summary op Contents. 
Mathematical Tables. — Measurement op Surpaces and Solids.— 
Snglish Weights and Measures.— French Metric Weights and Mea- 
sures.— Foreign Weights and Measures.— Moneys.— Specific Gravity 
Weight and Volume.— Manufactured Metals.— Steel Pipes.— Bolts and 
Nuts.— Sundry Articles in Wrought and Cast Iron, Copper, Brass, Lead, 
Tin, Zinc— Strength of Materials. — Strength op Timber.— Strength op 
Cast Iron.— Strength of Wrought Iron.— Strength of Steel.— Tensile 
Strength of Copper, Lead, etc.— Resistance op Stones and other Build- 
ing Materials.— Riveted Joints in Boiler Plates.— Boiler Shells — Wire 
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ciples. — Gravity and Fall of Bodies.— Accelerating and Retarding 
Forces.— Mill Gearing, Shafting, etc.— Transmission op Motive Power.— 
Heat.— Combustion : Fuels.— Warming, Ventilation, Cooking Stoves.— 
Steam.— Steam Engines and Boilers.— Railways— Tramways.— Steam 
Ships. — Pumping Steam Engines and Pumps. — Coal Gas, Gas Engines, etc.— 
Air in Motion.— Compressed Air.— Hot Air Engines.— Water Powsti.— 
Speed op Cutting Tools.— Colours.— Electrical Engineering. 
*»* Opinions op the Press. 
*' Mr. Clark manifests what is an innate perception ot wliat is likely to be useful fn a pocket* 
t>ook. and he is really unrivalled in the art of condensation. Very freauently we find the informa- 
tion on a given subject is supplied by ^vvag a summary description of an experiment, and a state- 
ment of the results obtained. There is a very excellent steam table, occupyingr five and-a-half 
pages ; and there are rules given for several calcxilations, which rules cannot be found in other 
pocket-books, as, for example, that on page 4^7, for eettine at the quantity of water ia the shape 
of priming in any kiown weight of steam. It is very difficult to hit upon any mechanical engineer« 
in? subject concerning which this work suppUe>> no Information, and the excellent index at the end 
«dds to its utility. In one word, it ii an exceedingly handy and efficient tool, possessed of which 
the engineer will be saved many a wearisoms cuculation, or vet more wearisome hunt through 
^rarious text* books and treatises, and, as su:h, we can heartily recommend it to our readers, 
who must not runaway with the idea that Mr. Clark's Pocket-book is only Molesworth in another 
/orm. On the contrary, each contains what is not to be found in the other ; and Mr. Clark takes 
■more room and deals at more length with many subjects than Molesworth possibly could." 

The Engineer, 
" It would be found difficult to compress more matter within a similar compass, or produce a 
■book of 630 pages which should be more compact or convenient for pocket reference. . . 
Will be appreciated by mechnaical engineers of all classes."— /»rarftra,' Hnsineer. 

"Just the kind of work that practical men require to hav: nsar to them."— .f/f^/ijA Me:h mic. 



2 CROSBY LOCKWOOD &> SON'S CATALOGUE. 

MR, HUT TON'8 PRACTiCAL HA NDBOOKS. 

handbook for Works' Managers* 

THE WORKS' MANAGER'S HANDBOOK OF MODERN 
RULES, TABLES, AND DATA. For Engineers, Millwrights, and Boiler 
Makers; Tool Makers, Machinists, and Metal Workers; Iron and Brass 
Founders, &c By W. S. Hutton, Civil and Mechanical Engineer, Author 
of "The Practical Engineer's Handbook." Fifth Edition, carefully Re- 
vised, ^ith Ac'ditions. In One handsome . Volume, medium 8vo, price 15s. 
strongly bound. {J^tst published^ 

tSf The A uthot having compiled Rules and Data fot his own use tn a great 
variety of modem engineering work, and having found his notes extremely useful^ 
decided to publish them— revised to date—believtng that a practical work, suited to 
the VAII.Y REQUIREMENTS OP MODERN KVGiv^KJiS, tDOuld be favourably received. 
In the Fourth Edition the First Section has been re-written and improved by the 
addition of numerous Illustrations and new matter relating to Steam Engines an^ 
Gas Engines. The Second Section has been enlarged and Illustrated, and through- 
out the book a great number of emendations and alterations have been made,with the 
object of rendering the book more generally useful. 

*«* Opinions op the Press. 
"Th« antbor treats erery subject from the point of view of one who has conected workshop 
■otes for application in worlcshop crs»ct«c^, rather tlian from the theoretical or literary aspect. Th« 
volume contains a great deal Of mat kfrid of information which is gained only by practical experi* 
ence, and is seldom written in boolcs."— £»W»«rr. 

"The volume is an exceedingly useful one, brimful wMi engineers' notes, memoranda, and 
rules, and well worthy of being on every mechanical engineer's \ ookshelf." — Mechanical IVorld. 

" The information is precisely th<it likely to be required in practice. . . . The work forms a 
desirable addition to the library not only of the works' manager, but of anyone connected with 
general engineering." — Mining- yournal, 

"A formidable mass of facts and figures^ readily accessible through an ehborate Index 

. . . Such a volume will be found absolutely necessary as a book of reference in all sorts 

of ' works ' connected with the metal trades."— Jt^iand's Iron Trades Circular. 



" Brimful of useful information, stated in a concise form, Mr. Button's books have met a press* 
ing want among engineers. The book oMist prove extremely useful to every practical maa 
possessing a copy."— 'Practical Eneinetr. 



New Manual for Practical Engineers* 

THE PRACTICAL ENGINEER'S HAND-BOOK. Comprising 
a Treatise on Modern Engines and Boilers : Marine, Locomotive and Sta- 
tionary. And containing a large collection of Rules and Practical Data 
relating to recent Practice in Designing and Constructing all kinds of 
Engines, Boilers, and other Engineering work. The whole constituting a 
comprehensive Key to the Beard of Trade and other Examinations for Certi* 
ficates of Competency in Modern Mechanical Engineering. By Walter S. 
Button, Civil and Mechanical Engineer, Author of "The works' Manager's 
Handbook for Engineers," &c. With upwards of 370 Illustrations. Fourth 
Edition, Revised, with Additions. Medium 8vo, nearly 500 pp., price i8s. 
Strongly bound. 

1^ This work is designed as a companion to the Author's "Works* 
Manager's Hand-book." // possesses many new and original features, and con- 
tains, like its predecessor, a quantity of matter not originally intended for publica^ 
tion, but collected by the author for his own use in the construction of a great variety 
0/ Modern Engineering Work. 

The information is given in a condensed and concise form, and is illustrated by 
upwards of 370 Woodcuts ) and comprises a quantity of tabulated matter of great 
value to all engaged in designing, constructingfOr estimating for Ejugiuzs.Boilers, 
and other Engineering Work. 

*»♦ Opinions op thb Press. 

" We have kept It at hand for several weeks, referring to it as occasion arose, and we have not 
00 a single occasion consulted its pages without finding the information of which we were in quest. 
—Athenaunt. 

" A thoBiMiglihr ffood practical handbook, jvhich no oagfaeer can go through withotttk«ming 
MOtctfaiag that will be of eerviee to bim."->il/arMr« Enfinttr. 

"An ^xeeUent book of aefe renc c for ep gin a ws s, aad a iraltable text*bo(dc for s tu den ts 01 

' ieenDg."^ScU$man. 

" This valuable manual embodies the vesuHs and Mtperience of thelesdltig authorities on 
' • - ' ^- g. "—BuUdingr News. 



" The author has collected tc^f^ber a surprising quantity of rules and practical data, aad has 
shown much judgment in the selections he has raaoe. . . . There . is no doubt that this book is 
<one of the most useful of its kind published, and will be a very popular compendium."— £f^'M««r. 

" A mass of information, set da«t).in sisiple languaffe, ana in such a 'form that it oan<be easily 
referred to at any time. The matter is uniformly goocT and well chosen aad is .greatly eluddatea 
by the illustrations. The book will find its way on to most -angiaMrs' sMves, <«rhare it adUiaak as 
one of the most useful books of reference."— Practical Engineer. 

" Full of useful informatir n and should be-foond on the office shelf cf all 
—Ettiriish Meckanit. 
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MR. HUTTON'8 PRACTICAL HANDBOOKS'-contmued, 
JPractical Treatise on Modem Steam-Boilers. 

STEAM-BOILER CONSTRUCTION. A Practical Handbook 
for Engineers, Boiler* Makers, and Steam Users. Containing a large Col- 
lection of Rules and Data relating to Recent Practice in the Design, Con- 
struction, and Workine of all Kinds of Stationary, Locomotive, and Marine 
Steam-Boilers. By Walter §. Hutton, Civil and Mechanical Engineer, 
Author of "The Works* Manager's Handbook," "The Practical Engineer's 
Handbook," &c. With upwards of 300 Illustrations. Second Edition. 
Medium 8vo, i8s. cloth. 

tST This work is issued in continuation of the Serits of Handbooks written 
by the Author, v»4r;— "The Works' Manager's Handbook " awd "The PractI' 
CAL Engineer's Handbook," which arc so highly appreciated by Engineers for 
the practical nature of their information; and is cmsequtrUly written in the same 
style as those works. 

The A uthor believes that the concentration, in a convenient form for easy refer- 
ence, of such a large amount of thoroughly practical information on Stcam-Boilers, 
will be of considerable service to those for whom it is intended, and he trusts the book 
may be deemed worthy of as favourable a reception as has been accorded to its 
predecessors. 

%♦ Opinions of the Press. 

"Every detail, both In boiler design and manai^ement, is clearly laid before the reader. The 
volume shows that boiler construction lias been reduced to the condition of one of the most exact 
sciences ; and such a book is of the utmost vahie to the /In tU siicle Engineer and Works 

*' "— Marin* Engipuer, 

5 has lone been room for a modem handbook on steam boilers ; there is not that room 



Manager."— ^artf»< Engineer, 

" There has lone been room for a modem handbook on steam boilers ; there is not that room 
now, because Mr. Hutton has filled it. It is a thorougrhly practical book for those who are occu* 
pled in the construction, design, selection, or use of boilers. "—Ensri*^eer. 

" The book is of so important and comprehensive a character that it must find its way into 
the libraries of everyone interested in boiler using or boiler manufacture if they wish to be 
thoroughly informed. We strongly recommend tlie book for the intrinsic value of its contents."— 
Machinery Market. 

" The value of this book can hardly be over-estimated. The author's rules, formulae, &c., ar^ 
all very fresh, and it is impossible to turn to the work and not find what you want. No practical 
engineer should be without it,"— Colliery Guardian, 

Hutton^ s *^ Modetmised Templetofu^' 

THE PRACTICAL MECHANICS* WORKSHOP COM- 
PA NION, Comprising a ^eat variety of the most useful Rules and Formul» 
in Mechanical Science, with numerous Tables of Practical Data and Calcu- 
lated Results for Facilitating Mechanical Operations. By Willum Temple- 
ton, Author of "The Engineer's Practical Assistant," &c. &c. Seventeenth 
Ediuon, Revised, Modernised, and considerably Enlarged by Walter S. 
Hutton, C.E., Author of "The Works' Manager's Handbook," "The 
Practical Engineer's Handbook," &c. Fcap. 8vo, nearly 500 pp., with 8 
Plates and upwards of 250 Illustrative Diagrams, 65., strongly bound for 
workshop or pocket wear and tear. 

♦*♦ Opinions of the Press. 
"In its moderabed form Button's ' Templeton 'should have a wide sale, for It contains much 
valuable information which the mechanic will often find of use, and not a few tables and notes which 
he might look for in rain in other works. This modernised edition will be appreciated by all who 
have learned to value the original editions of ' Templeton.' ' —English Mechanic 

" It has met with great success in the engineering workshop, as we can testify : and there are 
a great many men who, in a great measure, owe their rise in life to this little hock."— Building JVevs. 
'< This familiar text-book— well known to all mechanics and engineers— is of essential service ta 
th« every-day requirements of engineers, millwrights, and the variooa trades connected with 
engfaieermg add. building. The new modernised edition Is worth its weight in gold,''-~-£MiUing 
News. (Second Notice.) 

" This well-known and largely-used book contains Information, brought np to date, of the 
sort so useful to the foreman and draughtsman. So much fresh information has been introduced 
as to constitute it practically a new book. It will be largely used in the office and workshop."— 
Mechanical World. 

" The publishers wisely entrusted the task of revision of this popular valuable, and useful book 
to Mr. Hutton, than whom a more competent man they could not have found."— /tvm. 

TenMpit^im^s Sn^^ineer^s and M€^h4nist*8 Amk&tmnU 

THE ENGINEER'S, MILLWRIGHT'S, and MACHINIST'S 

PRACTICAL ASSISTANT. A collection of Useful Tables, Kules aad Data. 

By WiLUAif TsuFLSTON. 7th Edition, with Additions. x8mo, as. flrf. elotb. 
*♦• Opinions of the Press. 

" Occnples a foremost place among books o f this kbtd. A more softabie pnaenl to mn apprcp < 
tice totny of tin Bcdumical trades could not possibly be niBde."»' Jw < IWto y News, 

**A deeerredly popidar work. It should be in the * drawer ' of emy meehaatc.--' English 
MeefmnU, 
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Foley's Office Reference Book for Mechanical 
Engineers. 

THE MECHANICAL ENGINEER'S REFERENCE BOOK, 
for Machine and Boiler Construction. In Two Parts. Part I. Genbrai. 
Engineering Data. Part II. Boiler Construction. With 51 Plates and 
numeroos Illnstrations. By Nelson Foley. M.I.N.A. Second Edition, 
Revised throughout and much Enlarged. Folio, £3 3s. net balf-bouod. 

Summary of Contents. [Just published 

PART I. * 

or Gyration.— Moment of Inertia. 
—Centre of Oscillation.— Elec- 



Measures. — Circumferences and 
Areas, &c., Squares, Cubes, Fourth 
Powers.— Square and Cube Roots. — 
Surface of Tubes— Reciprocals.— 
Logarithms.— Mensuration. — Spe- 
cific Gravities and Weights. — 
Work AND Power.— Heat.— Combus- 
TiON.— Expansion and Contraction. 
—Expansion of Gases.— Steam.— 
Static Forces.— Gravitation and 
Attraction. — Motion and Computa- 
tion OF Resulting Forces. — Accu- 
mulated Work.— Centre and Radius 



tricity. — Strength of Materials. 
—Elasticity. — Test Sheets of 
Metals.— Friction. —Transmission 
OF Power.— Flow of Liquids.— Flow 
OF Gases.— Air Pumps, Surface Con- 
densers, &c. — Speed of Steamships. 
—Propellers. — Cutting Tools. — 
Flanges. — Copper Sheets and 
Tubes.— Screws, Nuts, Bolt Heads, 
&c.— Various Recipes and Miscel- 
laneous Matter. 



With DIAGRAMS for Valve-Gear, Belting and Ropes, Discharge and 
Suction Pipes, Screw Propellers, and Copper Pipes. 
PART II. 



Riveting.— Boiler Setting, Chim- 
neys, AND Mountings. — Fuels, &c. — 
Examples of Boilers and Speeds of 
Steamships. — Nominal and Normal 
Horse Power. 



Treating of, Power of Boilers. — 
Useful Ratios.— Notes on Con- 
struction. — Cylindrical Boiler 
Shells. — Circular Furnaces. — 
Flat Plates. — Stays. — Girders.— 
Screws. — Hydraulic Tests. — 
With DIAGRAMS for all Boiler Calculations and Drawings of many 

Varieties of Boilers. 

%* Opinions of the Press. 

" The book is one which every mechanical engineer may, with advantagre to himself add to 
his hhrdjry."—/ndustrus. 

"Mr. Foley is well fitted to compile such a work. . . . The diagrams are a ereat Teature 
of the work. . . . Regarding the whole work, it may be very fairly stated that Mr. Foley has 
produced a volume which will undoubtedly fulfil the desire of the author and become indispen- 
sable to all mechanical engineers." — Marine Engineer: 

" We have carefully exammed this work, and pronounce it a most excellent reference book 
for the use of marine engineers." — J^oumal qf American Society 0/ Naval Engineers. 

•• A veritable monument of industry on the part of Mr. Folej , who has succeeded in producing 
what is simply invaluable to the engineering profession."— .Stea/njAz^. 

Coal and Speed Tables. 

A POCKET BOOK OF COAL AND SPEED TABLES, fit 

Engineers and Steam-users. By Nelson Foley. Author of " The Mechanical 

Engineer's Reference Book." Pocket-size, 3$. 6d» cloth. 

"These tables are designed to meet the requirements of every-day use ; they are of suffi- 
cient scope for most practical purposes, and may be commended to engineers and users of 
•team.?*— /fv«r. 

" This pocket-book well merits the attention of the practical engineer. Mr. Foley has com- 
piled a very useftd set of tables, the information contained in which Is frequently required by 
engineess, coal consumers and users of steam."— /rvn and Coal Tincuks JUview, 

Steam Engine. 

TEXT-BOOK ON THE STEAM ENGINE. With a Sup- 
plement on Gas En^nes, and Part II. on Heat Engines. By T. M. 
GooDEVB, M.A., Barnster-at-Law, Professor of Mechanics at the Royal 
College of Science, London; Author of "The Principles of Mechanics," 
" The Elements of Mechanism," &c. Twelfth Edition, Enlarged. With nu- 
merous Illustrations. Crown 8vo, 65. cloth. 
"Professor Goodeve has given us a treatise on the steam engine which wlO bear comparison 

with anything written by Huxley or Maxwell, and we can award it no higher praise."— Bne&etr. 
" Mr. Goodeve's text-book is a work of which every young engineer should i>ossess himscU." 

^Mining youmaL 
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Ga8 Engines, 

ON GAS-ENGINES, With Appendix describing a Recent 
Engine with Tube Igniter. By T. M. Goodevs, M.A. Crown 8vo, 2s. 6d, 
cloth. [Just published, 

" Lflce all Mr. Goodeve's writings, the present Is no exception In point of general exceUenctt 
It Is a valuable little yotaMoc'—Jftdianiail IVorUL 

Steam Engine Design. 

A HANDBOOK ON 'I HE STEAM ENGINE, with especial 
Reference to Small and Medium-sized Engines. For the Use of Engine- 
Makers, Mechanical Draughtsmen, Engineering Students and Users of Steam 
Power. By Herman Haeder, C.E. English Edition, Re-edited by the 
Author from the Second German Edition, and Translated, with considerable 
Additions and Alterations, by H. H. P. Powles, A.M.I.C.E., M.I.M.E. With 
nearly i,ioo Illustrations. Crown 8vo, 95. cloth. 

" A perfect encyclopaedia of the steam engine and its details, and one which must take a per< 
manent place in English drawing-offices and workshops." — y1 Foreman Pattern-maker. 

" This is an excellent book, and should be in the hands of all who are interested in the con- 
struction and design of medium- sized stationary engines. . . . A careful study of its contents 
and the arrangement of the sections leads to the conclusion that there is probably no other book 
like it in this countiy. The volume aims at showing the resuKs of practical experience, and it 
certainly may claim a complete achievement of this idea.."— Nature. 

" There can be no question as to its value. We cordially commend it to all concerned in the 
design and construction of the steam engine."— Mechanica/ IVorld. 

Steam Boilers, 

A TREATISE ON STEAM BOILERS: Their Strength, Con- 
struction, and Economical Working, By Robert Wilson, C.E. Fifth Bdition. 
X2mo, 6s. cloth. 

"The best treatise that has ever been pubHshed on steam boilers."— J?>tfifoMr. 
"The author shows himself perfect master of his subject, and we heartily recommend all em 
ploying steam power to possess themieJves of the work."— ^^imjV Iron TratU Circulmr, 

Boiler Chim,neys. 

BOILER AND FACTORY CHIMNEYS; Their Drauf^ht-Power 
and Stability, With a Chapter on Lightning Conductors. By Robert 
Wilson, A.I.C.E., Author of "A Treatise on Steam Boilers," &c. Second 
Edition. Crown 8vo, js. 6d. cloth. 
"A valuable contribution to the literature of scientific buOding."— rA< Buiider, 

Boiler Making. 

THE BOILER-MAKER'S READY RECKONER «• ASSIST- 
A NT, With Examples of Practical Geometry and Templating, for the Use 
of Platers, Smiths and Riveters. By John Courtney, Edited by D. K. Clart, 
M.I.C.B. Third Edition, 480 pp., with 140 lUusts. Fcap. 8vo, ys. half-bounc. 
" No workman or apprentice should be without this book."— Iron Ttad* Circular, 

Locom,otive Engine I>evelopment. 

THE LOCOMOTIVE ENGINE AND ITS DEVELOPMENT. 
A Popular Treatise on the Gradual Improvements made in Railway Engines 
between 1803 and 1894. By Clement E. Stretton, C.E., Author of " Safe 
Railway Working," &c. Third Edition, Revised and Enlarged. With 95 
Illustrations. Crown 8vo, 25. 6d. cloth gilt. [Just published. 

" Students of railway history and all who are interested in the evolution of the modem locomo- 
tlve will find much to attract and entertain in this volume."— 7'/u Timet. 

" The author of this work is well known to the railway world, and no one probably has a 
better knowledge of the history and development of the locomotive. The volume btfoic us 
should be of value to all connected with the railway system of this country."— A'a/Mre. 

Estim^ating for Engineering Work, <fc, 

ENGINEERING ESTIMATES, COSTS AND ACCOUNTS: 
A Guide to Commercial Engineering. With numerous Examples of Esti- 
mates and Costs of Millwright Work, Miscellaneous Productions, Steam 
Engines and Steam Boilers ; and a Section on the Preparation of Costs 
Accounts. By A General Manager. Demy 8vo, 12s. cloth. 

" This is an excellent and very useful book, covering subject mntter in constant requisition to 
•very factory and workshop. . . . The book is invaluhble, not only to the young engineer, but- 
•Iso to the estimate department of every works."— Buiieler. 

'* We accord the work unqualified praise. The information is given in a plain, straightforward 
manner, and hears throughout evidence of the intimate practical acquaintance of ihe author with 
every phase of commercial engineering. "—ATcfAanKo/ ffVrW. 
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Fire Engineering* 

FIRES, FIRE-ENGINES, AND FIRE-BRIGADES. With 
a History of Fire-Engines, their Constraction, Use, and Management: Ro- 
marks on Fire-Proof Building^ and the Preservation of Life from Fire ; 
Statistics of the Fire Appliances in English Towns ; Foreign Fire Systems ; 
Hints on Fire Brigades, &c. &c. By Charles F. T. Youmq, CS. With 
numerous Illustrations. 544 pp., demv 8vo, £1 4s. cloth. 
" To those interested iathe subject of fires and lire appaiatus, «e most heartily conunend this 

book. It is the only English work we now have uoon the subiect."— Engineering. 

" It displays much evidence of caretul researcti ; and Mr. Young nas put his facts neatly 

together. His acquaintance with the practical details of the construcdon ot steam fire engines, 

o'd and new, and the conditions with wiiich it is necessary they ^ould comply, is accurate and 

(uiL"'-£MgiMetr, 

Boilertnaking. 

PLATING AND BOILERMAKING : A Practical Handbook 
for Woikshop Operations. By Joseph G. Horner, A.M.I.M.E. (Foreman 
Pattern- Maker), Author of •' Pattern Making," &c. 380 pages, with 338 
Illustrations. Crown 8vo, 7s. fd. clolh. \ Just published. 

"A thoroughly practi'ral, plainly-written trea'ise. The volume meri's commendation. The 
author's long experience enables hiin to write with full knowledge of his subject."-- Glasgow HercUd. 

Engineering Construction. 

PATTERN-MAKING : A Practical Treatise, embracing the Main 
Types of Engineering Construction, and including Gearing, both Hand and 
Machine made, Engine Work, Sheaves and Pulleys, Pipes and Columns, 
Screws, Machine Parts, Pumps and Cocks, the Moulding of Patterns in 
Loam and Greensand, &c., togettier with the methods of Estimating the 
weight of Castings; to which is added an Appendix of Tables for Workshop 
Reference. By Joseph G. Horn&r, A.M.I.M.E. (Foreman Patt€rn-Maker). 
Second Edition, thoroughly Re\ised and much Enlarged. Witli upwards of 
450 Illustrations. Crown 8vo, ys, 6d. cloth. {Jusi^ublished, 

'* A well- written technical guide, evidently written by a man who understands and 1ms ptac- 

Hsed what he has written about. . . . We cordially recommend it to engineering students, )^ucs 

j oumeynien, and others desirous of being initiated into the mysteries of pattt. m- making."— ^MJMcr. 
"More than 430 illustrations help to explain the text, which is, however, always clear and elt> 

plicit, thus rendering the work an exceUent vade mecutn fof the apprentice who desires to beo o me 

master of his tnxiaJ^JittgiisA Mechanic, 

Dictionary of Mechanical Engineering Terms. 

LOCKWOOD' S DICTIONARY OF TERMS USED IN THE 
PRACTICE OF MECHANICAL ENGINEERING, embracing those current 
in the Drawing Office, Pattern Shop, Foundry, Fittiog, Turning, Smith's and 
Boiler Shops, <kc. &c. Comprising upwards of 6,000 Definitions. Edited by 
Joseph G. Horner, A.M.I.M.E. (Foreman Fattern-Maker), Author of "Pat- 
tern Making." Second Edition, Revised. Crown 8vo, ys. 6d. cloth. 

"Just the sort of handy dicdonary required by the various trades engaged in mechanical en* 
glneering. The practical engineering pupil will find the book of great value in bis studies, and 
every foreman engineer and mechanic should have a copy."^BuiidiMg /^ews. 

"Not merely a dictionary, but, to a certain extent, also a roost valuable guide. It strikes us as 
a happy idea to combine with a ddinition of the phrase useful information on the subject of which 
t treats."— ^<wAi«*o' Market. 

Mill Gearing. 

TOOTHED GEARING : A Practical Handbook for Offices and 
Workshops. By Joseph G. Hofner, A.M.I.M.E. (Foreman Pattern-Maker), 
Author of "Pattern Making," &c. With 184 Illustrations. Crown 8vo, 6s. 
cloth. Uuit published. 

Summary of Contents, 



Chap. I. Principles.— II. Forma- 
tion OF Tooth Profiles.— III. Pro- 
portions of Teeth. — IV. Methods 
of Making Tooth Forms.— V. Invo- 
lute Teeth. — VI. Some Special 
Tooth Forms,— VII. Bevel Wheels. 
— VIII. Screw Gears. — IX. Worm 
Gears. — X. Helical Wheels. — XI. 

" We must give the book our anqualified praise for Its thoroughness of treatment, and we can 
heartily recommend it to all interested as the most practical bo^ ou the subject yet wr tten."— 
Meckan^^l WoHd^ 



Skew Bevels.— XII. Variable and 
other Gears.— XIII. Diametrical 
Pitch.— XIV. The Odontograph. — 
XV. Pattern Gears.— XVI. Machine 
Moulding Gears.— XVII. Machine 
Cut Gears.— XVIII. Proportion of 
Wheels. 



MECHANICAL ENGINEERING, etc. 



Stane-'Working Machinery, 

STONE-WORKING MACHINERY, and the Rapid and Economir 
col Conversion of Stone, With Hints on the Arrangement and Management 
of Stone Works. By M. Powis Bale, M.I.M.B. With lllusts. Crown bvo, gs. 

_ " The book should be in the hands of every mason or student o£ stoao-woik,"—C9^t*ry 

Guardian, 

" A capital handbook for all ^itho manipolate stone for buildiwp or ornamental pnrposBS.'*^ 

Machinery MarM, 

Bump Construction and Management, 

PUMPS AND PUMPING : A Handbook for Pump Users, Being 
Notes on Selection, Construction and Management. By M. Powis Balb, 
M.I.M.E., Author of " Woodworking Machinery," '' Saw Mills," &c. Second 
Edition, Revised. Crown 8vo, as. od. cloth. 
"The matter is set forth as concisely as possible. In fact, condensation rather than difliiseness 

has been the author's aim throughout; yet he does not seem to have omitted anything likely to b9 

ef yxsib."—yourttal<i/'Gas Lighting. 

•• Thoroughly practical and simply and clearly wriXXeTi."— Glasgow Herald, 

Milling Machinery, etc. 

MILLING MACHINES AND PROCESSES: A .Practical 
Treatise on Shaping Metals by Rotary Cutters, inclading Information on 
Making and Grinding the Cutters. By Paul N. Hasluck, Author of " Lathe- 
work," " Handybooks for Handicratts," &c. With upwards of 300 Engrav- 
ings, including numerous Drawings by the Author. Large crown 8vo, 353 
pages, 125. 6d. cloth. 
" A new departure in engineerfais^ literature. . . . We can recommend this work to all 

Interested in milling machines ; it is wl^t it professes to be— a practical treatise."— Engineer. 

" A capital and reliable book, which will no doubt be of consideraltle service, both to those 

who are already acquainted with the process as well as to those who contemplate iu adoption." 

Jndustries, 

Turning. 

LATHE-WORK : A Practical Treatise on the Tools, Appliances, 

and Processes employed in the Art of Turning. By Paul N. Hasluck. 

Fifth Edition, Revised and Enlarged Cr. 8vo, 5s. cloth. 

" Written by a man who knows, not only how work ought to be done, but who also knows how 
10 do it, and how to convey his knowledge to others. To all turners this book would be valuable.' 
^£Mgineering, 

" We can safely recommend the work to yoaag engineers. To the amateur It will simply be 
invaluable. To the student it will convey a great deal of useful intormatit^'SnginMr, 

ScreW'Cutting. 

SCREW THREADS : And Methods 0/ Producing Them. With 

Numerous Tables, and complete directions for using Screw-Cutting Lathes. 

By Paul N. Hasluck, Author of " Lathe- Work," &c. With Seventy-four 

Illustrations. Third Edition, Revised and Enlarged. Waistcoat-pocket size, 

IS. 6d. cloth. 

" Full of use.'ul information, hints and practical criticism. Taps, dies and screwlng-tools geii» 
rally are illustrated and their action described."— Mechanical IVorld. 

" It is a complete compendium of all the details of the screw cutting lathe ; in fact a muUKm 
iHparvo on all the subjects it treats yx^ti."— Carpenter and Builder, 

am,ith^8 Tables for Mechanics, etc. 

TABLES, MEMORANDA, AND CALCULATED RESULTS, 
FOR MECHANICS, ENGINEERS, ARCHITECTS, BUILDERS, etc. 
Selected and Arranged by Francis Smith. Fifth Edition, thoroughly Revised 
and Enlarged, with a New Section of Electrical Tables, FoRMULiB, and 
Memoranda. Waistcoat-pocket size, is. 6d. limp leather. 

" It would, perhaps, be as difficuK to make a small pocket-book selection of notes and formobe 
Co suit ALL engineers as it would be to make a universal medicine ; but Mr. Smith'* waiat c oet* 
pocket collection may be looked upon as a successful dXtenipt."—£ngineer, 

"The best example we have ever seen of 370 paiges of useful matter packed Into the dimeii- 
slont of a caxd'casio.'— Building News, " A ventaole pocket treasury of knowledge."— /rM. 

F^rench-English Glossary for ICngineers, etc. 

A POCKET GLOSSARY of TECHNICAL TERMS: ENGLISH- 
FRENCH, FRENCH-ENGLISH ; with Tables suitable for the Architectural, 
Engineering, Manufacturing and Nautical Professions. By John Jambs 
Fletcher, Engineer and Surveyor. Second Edition, Revised and Enlarged, 
aoo pp. Waistcoat-pocket size, is. 6d, limp leather. 

" It is a very great advant^e for readers and correspondents in France and Enjj^land to have 
■o large a number of the words reladng to engineering and manufacturers collected ui a liliputiaa 
volume. The little book will be useful both to students and traiveilery."—Architect. 

•• The glossary of terms is very complete, and manv of the tables are new and well 1 
We cordiafly commend the book. •-Mechanical World, 
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rear-Book of Engineering FormuUe, £€. 

THE ENGINEEk'S YEAR-BOOK FOR 1895. Comprising^ 
Fonnulas, Rules, Tables, Data and Memoranda in Civil, Mechanical, Elec* 
trical, Marine and Mine Engineering. By H. R. Kempb. A.M. Inst.C.E.^ 
M.I.E.E., Technical Officer of the Engineer-in-Cbiet 's Office, General Post 
Office, London, Author of "A Handbook of Electrical Testing," "The 
Electrical Eneineer's Pocket-Book," &c. Wiih 7S0 Illustrations, specially 
Engraved for the work. Crown 8vo, 650 pages, 85. leather. [Just piiblishea. 
" Represents an enormous quantity of work, and forms a desirable book of reference."— TTc^. 
Sftjrtneer. 

•• The book is distinctly in advance of most similar publications in this country."— ^»v*»«rf»f^ 
" This valuable and well-de&ig^ned book of reference meets the demands oi all descriptions oh 
engineers."— So/Mn^j^ Review. 

"Teems with up-to-date information in every branch of engineering and construction." — 
Building News, 

" The needs of the engineering profession could hardly be supplied in a more admirable, 
complete and convenient form. To say that it more than susiains all comparisons is praise oi the. 
highest sort, ard that may justly be said o( it."— Afinift^- ycur?ial. 

"There is certainly room 'or the new ccmer. uhich supplies explanations and d-rections, as: 
well as formulae and tables. It deserves to become one of the most successful of the technical 
annuals. "—^ rcA t<^c& 

" Brings together with great skill all the technical information which an engineer has to use 
day by day. It is in every way admirably equipped, and is sure to prove successixxV-^Scotsman, 
" The up-to dateness of Mr. Kempe's compilation is a quality that will not be lost on the busy 
people for whom the work is intended."— C^mj^^w Herald, 

Bartdble Engines, 

THE PORTABLE ENGINE; ITS CONSTRUCTION AND' 
MANAGEMENT. A Practical Manual for Owners and Users of Steam 
Engines generally. By William Dyson Wamsbrough. With 90 Illustra- 
tions. Crown 8vo, 3$. 6d, cloth. 

" This is a work of value to those who use steam macMnety. . . . Should be read by even ' 
me who has a steam engine, on a farm or elsewhere."— J/ar^fc Lane Excess. 

" We cordially commend this work to buyers and owners ot steam engines, and to those who 
bave to do with their construction or use."— Jiwder Trades Joumal. 

" Such a general knowledge of the steam engine as Mr.Wansbrough furnishes to the reades 
should be acquired by all intelligent owners and others who use the steam engine. "—Building News. 

" An exceUent text-book of this useful form of engin^. ' The Hints to Purchasers' contain a 
food deal of commonsense and practical wisdom."— £n£lish Mechanic, 

Iron and 8teeU 

" IRON AND STEEL " : A Work for the Forge, Foundry, Factory^ 
and Office, Containing ready, useful, and trustworthy Information for Iron- 
masters and their Stock-taktrs; Managers of Bar, Rail, Plate, and Sheek 
Rolling Mills: Iron and Metal Founders; lion Ship and Bridge Builders ; 
Mechanical, Mining, and Consulting Engineers ; Architects, Contractors, 
Builders, and Professional Diauthtsmen. By Charles Hoare, Author oft 
"The Slide Rule." &c. Eighth Edition, Revised throughout and considerably 
Enlarged, samo, 6s. leather. 

•• For comprehensiveness the book has not its equal."— /r<?«. 

" One of the best of the pocket books."— fn^/ifA Mechanic, 

" We cordially recommend this book to those engaged in coi^ideKlnc the det^ls of all kinds of* 
irsn and steel yioAs."— Naval Science, 

Elementary Mechanics, 

CONDENSED MECHANICS. A Selection of Formulae, Rules^ 

Tables, and Data for the Use of Engineering Students, Science Classes, &a. 

In Accordance with the Requirements of the Science and Art Department. 

By W. G. Crawford Hughes, A.M.I.C.E. Crown 8vo, 2s. W. cloth. 

" The book is well fitted for those who are either confronted with practical problems in thei> 
work, or are preparing for examination and wish to refresh their knowlecige by gomg through thei» 
formulae again."— J/ar»"«^ Engineer. 

•• It is well arranged, and meets the wants of those for whom it is intended."— jeatfawiy Nevs^. 

Steantm 

THE SAFE USE OP STEAM. Containing Rules for Un- 

professional Steam-users. By an Ekginekr. Sixth Edition. Sewed, 6d. 
" If steam-users would but learn this little book by heart, boiler explosions would become 
sensations by their rarity."— ^nf^^tjA Mechanic, 

Warming, 

HEATING BY HOT WATER; with Information and Sng- 
eestions on the best Methods of Heating Public, Private and Horticultural 
Buildings. By Walter Jones. Second Editicn. With 96 Illustra ions. 
Crown 8vo, as. 6d. net. 
1 ** ^^.confidently recommend an Interested in heating ty hot water to secnre a copy of thl» 
va.\Mzh'eUitlotxeAtis€,"^Th€ Plumper and Decorator, w m*» 
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CIVIL ENQINEERING, SURVETINa, etc. 

Water Supply and Water- Works. 

THE WATER SUPPLY OF TOWNS AND THE CON^ 
STRUCTJON OF WATERWORKS: A Practical Treatise for the Use o! 
Engineers and Students of Engineering. By W. K. Burton, A.M.Inst C E.r 
Professor of Sanitary Engineering in tbe Imperial University, Tokyo, Japan». 
and Consulting Engineer to the Tokyo Water-wcrks. With an Appendix on. 
the Effects of Earthquakes on Waterworlu, by John Milne, F.R.S., Pro- 
fessor of Mining in tbe Imperial University of Japan. With numerous 
Plates and Illustrations. Super-royal 8vo, 25s. buckram. [Just published, 
" The whole art of waterworks construction is dealt with in a clear and comprehensive fashion 
in this handsome volume. . . . Mr. Burton's practical treatise shows in all its sections the fruit 
of independent study and individual experience. It is largely based upon his own practice in the 
branch of engineering; of which it treats, and with such a basis a treatise can scarcely fail to be sug- 
gestive and useful."— 5a^«rrfay Revtew. 

" Professor Burton's book is sure ot a warm welcome among engineers. It is written in dear 
and viij^orous language and forms an exhaustive treatise on a branch of engincermg tbe claims ol 
which It would be dimcult to over-estimate."— 5£v^*»a». 

" The subjects seem to us to be ably discussed, with a practical aim to meet the reauirements 
of all its probable readers. The volume is well got up, and the illustrations are excellent. ' 

The Lancet.. 

The Water Supply of Cities and Towns. 

A COMPREHENSIVE TREATISE on the WATER-SUPPLY 
OF CITIES AND TOWNS. By William Humber, A-M.Inst.C.E., and 
M. Inst. M.E., Author of "Cast and Wrought Iron Bridge Construction,'* 
ftc. ftc. Illustrated with 50 Double Plates, x Single Plate, Coloure<^ 
Frontispiece, and upwards oi 350 Woodcuts, and containing 400 pages of 
Text. Imp. 4tOa £6 6s, elegantly and substantially half-bound in morocco* 

List of Contents. 



Conduits.— XIIL DtetribntionorWatw.— XIV. 
Meters, Service Pipes, and House Fittings.— 
XV. The Law and Economy of Water Works. 
XVT; Constant and Intermittent Supply.— 
XVII. Description of Plates. — Aopendices, 
giving Tables of Rates of Supply, Velocities. 
AC &c^ together with Specifications of severaL 
Works illustrated, among which will be found t 
Aberdeen, Bideford, Canterbuiy, Dundee. 
Halifax, i-«««*^i« , Rotbeiiuun, Dublin, aiM» 



I. Historical Sketch of Kmie of the means 
that have been adopted for the Supply of Water 
to Cities and Towns.— II. Water and the Fo- 
reign Matter usually associated with tt.~III. 
Ramfall and Evaporation.— IV. Springs and 
the water-bearing formations of various dis- 
tricts.— V. Measurement and Estimation of the 
flow of Water— VI. On the Selection of tbe 
Source of Supply.— VII. Wells.— VIII. Reser- 
voirs.— IX. The Purification of Water.— X. 
Pumps. — XL Pumping Machinery. — XII. 

" The most systematic and valuable work upon water supply hitheito produced fai Engflsh, or 
to any other language. . . . Mr. Humber s work is characterised almost throughout by aar 
exhaustiveness much more distinctive of French and Geiman than of English technical treatises." 
^£ngifuer. 

*' We can coograttikite Mr. Humber on having been able to glre lo large an amount of InfDff- 
matlon on a subtect so important as the water supply of cities and towns. The plates, fifty la 
number, are mostly drawings of executed works and alone would have commandeo the attenfloa 
of every engineer whose practice may lie In this branch of the pto{«isiioa,"—BuiitUr. 

Water Supply. 

RURAL WATER SUPPLY : A Practical Handbcok on the. 
Supply of Water and Construction of Waterworks for small Country Districts. 
By Allan Greenwell, A.M.I.C.E., and W. T. Curry, A.M. I.C.E., F.G.S. 
With Illustrations. Crown 8vo, 5s. clolh. [Juit ready. 

Hydraulic Tables. 

HYDRAULIC TABLES, CO-EFFICIENTS, and FORMULJB 

for finding the Discharge of Water from Orifices, Notches, Weirs, Pipes, and 
Rivers, with New Formulas, Tables, and General Information on RainfalL 
Catchment- Basins, Drainage, Sewerage, Water Supply for Towns and MilJ 
Power. By Johm Neville, Civil Engmeer, M.R.I.A. Third Ed., carefally 
Revised, with considerable Additions. Numerous lUusts. Cr. 8vo, 143. cloth. 

" Alike valuable to students and engineers in practice ; its study will prevent the annoyance of* 
vvoidable failures, and assist them to select the readiest means of successfully carrying out any 
given work connected with hydraulic engineering."— A/intMf' yourtial. 

" It is, of all English books on tlie subject, the one nearest to completeness. . . . From the 
good arrangement of the matter, the dear explanations, and atnindance of formube, the carefttUg^ 
calculated tables, and. above all, the thorough acquaintance with both theory and constructioa*. 
which is displayed Iran first to last, the book will be found to be an acquisitioa. — .<< rcAsesA 
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Mydravlics. 

HYDRA ULIC MANUAL. Consisting of Working Tables and 
Explanatory Text. Intended as a Guide in Hydraulic Calculations and Field 
Operations. By Lewis D'A. Jackson, Author of "Aid to Survey Practice," 
"Modern Metrology,*' &c. Fourth Edition, Enlarged. Large cr. 8vo, x6s. cl. 

*' The author has had a wide experience in hydraulic engineering and has been a careful ob- 
•erver of the facts which have come under his notice, and from the great mass of material at his 
command he has constructed a manual which miy be accepted as a trustworthy guide to this 
branch of the engineer's profession. We can heamly recommend this volume to all who desire to 
be acquainted with the latest development of this important sah}cct."-~£n£in€eriti£, 

" The standard-work in this department of mechanics."— 5<v/f«Na«. 

" The most useful feature of tnis work is its freedom from what Is super an nua t ed, and Its 
thorough adoption of recent experiments ; th* Cvxt ia, in fiict, In great part a short account of the 
enat modem experiineats."— AWMrv. 

Water Storage, Conveyance^ and Utilisation. 

WA TER ENGINEERING : A Practical Treatise on the Measure- 
ment, Storage, Conveyance, and Utilisation of Water for the Supply of Towns, 
for Mill Power, and for other Purposes. Bv Charles Slagg, A.H.Inst.C.E., 
Author ' of " Sanitary Work in the Smaller Towns, and in Villages," &c. 
Second Edition. With numerous Illustrations. Crown 8vo, ys. 6d, cloth. 
" As a small practical treatise on the water supply oi towns, and on some applications oi 

watter-power, the work is in many respects excellent."— Eftgitieerin£r. 

" The author has collated the results deduced from the experiments of the most eminent 

authorities, and has presented them in a compact and practical form, accompanied by very clear 

and detailed explanations. . . . The appUcation of^ water as a motive power is treated very 

careftilly and exhaustively."— i^M^</fr. 

"For anyone who desires to begin the study of hydraulics with a consideration of the practical 

applications of the science there is no better guide. "— ^ rthiUct, 

I>raina^e. 

ON THE DRAINAGE OP LANDS, TOWNS, AND BUILD- 
INGS. By G. D. Dbmpsey, C.E., Author of " The Practical Railway En- 
gineer," AC. Revised, with large Additions on Recent Practice in 
Drainage Engineering, by D. Kinnear Clark, M.Inst.C.E. Author oi 
"Tramways: Their Construction and Working," "A Manual of Rules, 
Tables, and Data for Mechanical Engineers," &c. Second Edition, Cor< 
rected. Fcap. 8vo, 55. cloth. 

•• The new matter added to Mr. Dempsey's excellent work Is characterised by the comprehen* 
cive grasp and accuracy of detail for which the name of Mr. O. K. Clark is a sufficient voucher."— 

** As a woA on recent practice In drainage engineering, the book Is to be commended to JiX 
who are making that branch of engineering science their special study."— /rvn. 

** A comprehensive manual on drainage engineering, and a useful introduction to the itndant." 
^Building Ntws. 

River Engineering. 

RIVER BARS: The Causes of their Formation, and their Treat' 
ment by " Induced Tidal Scour ; " with a Description of the Successful Re- 
duction by this Method of the Bar at Dublin. By L J. Mann, Assist. Eng. 
to the Dublin Port and Docks Board. Royal 8vo, 75. 6d, cloth. 
" We recommend all interested in harbour works— and, indeed, those concerned in the im* 

jprovements of rivers generally— to read Mr. Mann's interesting work on the treatment of rivw 

hazs,"— Engineer. 

Tramways and their Working. 

TRAMWAYS: THEIR CONSTRUCTION AND WORKING. 

Embracing a Comprehensive History of the System ; with an exhaustive 
Analysis of the various Modes of Traction, including Horse-Power, Steam, 
Cable Traction, Electric Traction, &c. ; a Description of the Varieties of Roll- 
ing Stock : and ample Details of Cost and Working Expenses. New Edition, 
Thoroughly Revised, and Including the Progress recently made in Tramway 
Construction, &c. &c. By D. Kinnear Clark. M.Inst.C.E. With numerous 
Illustrations and Folding Plates. In One Volume, 8vo, 780 pages, price 285., 
bound in buckram. [Justpubli^fud. 

" All interested in tramways must refer to it, as aJl railway engineers have turned to the author'* 

work ' Railway Machinery."'— £«^««r. 

" An exhaustive and practical work on tramways, In which the history of this kind of locomo* 

tlon. and a description and cost of the various modes of laying tramways, are to be found."— 

Building News. 

" The best form of rails, tiie t>est mode of con^tmctton, and the best mechanical appBancai 

are so fairly indicated in the work under review, that any engineer about to construct a tramway 

■will be enabled at once to obtain the practical information which will be of most service to him.' — 

dtfuHoum, 
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Student's Text-Book on Surveying. 

PRACTICAL SURVEYING: A Text-Book for Students pre- 
paring for Examination or for Survey-work in the Colonies. By Georgb 
W. UsiLL, A.M.I.C.E., Author of "The Statistics of the Water Supply of 
Great Britain." With Four Lithographic Plates and upwards of 330 Illustra- 
tions. Third Edition, Revised and Enlarged. Including Tables of Natural 
Sines, Tangents, Secants, &c. Crown 8vo, 7s. 6d. cloth ; or, on Thin Paper, 
bound in limp leather, giit edges, rounded corners, for pocket use, 12s. 6d. 
" The best fonns of instnunents are described as to their construction, uses and modes of 

employmei-tt aai there are innumerable hints on work and eouipnient such as the author, in his 

experience as surveyor, draughtsman, and teacher, has found nec es sa r y, and which the student 

in his inexperience will nnd most serviceable."— £Mf^'»<«r. 

'*.The latest treatise in the English language on surveyin^r, and we have no hesitation in sajr* 

hiff that the student will find it a tieaer guide than any of its predecessors 

Deserves to be recognised as the first liook which should be put in the hands of a pupil of Civil 

Engineering, and every gentleman of educatioa who sets out fat the Colonies would find it well to 

have a copy."— jirchiua. 

Survey Practice. 

AID TO SURVEY PRACTICE, for Reference in Surveying, Level* 
linf, and Setting-out ; and in Route Surveys 0/ Travellers by Land and Sea, 
With Tables, Illustrations, and Records. By Lowis D'A. Jackson, 
A.M.I.C.E., Author of ♦• Hydraulic Manual," " Modern Metrology," &c. 
Second Edition, Enlarged. Large crown 8vo, 12s. 6d. cloth. 
"A valuable vaeU-mtcum for the surveyor. We can recuinmeno this book as containing an 
admirable supplement to the teaching of the accomplished surveyor."— ^tfc^^rMm. 

" As a text>tx>oK we should advise aO surveyors to place it in their libraries, and study well the 
red instructions afforded in its pages."— Cfftft^ry Guardian. 
The author brings to his work a fortunate union of theory and practical experience which. 



matured instructions afforded in its pages."— Cfftft^ry Guardian. 

" The author brings to his work a fortunate union of theory and practical exjper1enc« 
aided by a clear and lucid style of writing, renders the book a very useftd otm,"—Buiider, 



Surveying, Land and Marine. 

LAND AND MARINE 5C/i?F£y/iVG, in Reference to the Pre- 
paration of Plans for Roads and Railways ; Canals, Rivers, Towns' Water 
Supplies; Docks and Harbours. With Description and Use of Surveying 
Instruments. By W. D. Haskoll, C.E., Author of " Bridge and Viaduct Con- 
struction," &c. Second Edition, Revised, with Additions. Large cr. 8vo, gs. cl. 
" This book must prove of great value to the student. We have no hesitation in recommend- 
iog it. feeling assured that it wiU more than repay a careful study."— MecManicai H^orld. 

** A most I s sful and well arranged book. We can strongly recommena it as a carefully 'Written 
and valuable text-book. It enjoys a well-deserved repute among surveyors." —SuiJder, 

" This volume cannot fait tu prove of the utmost practical utility. It may be safely rec ~ 
to all students who aspire to t>ecome clean and expeirt surveyors."— i/t^ttn^ youmak 

Field'Booh for Engineers. 

THE ENGINEER'S, MINING SURVEYOR'S, AND CON~ 

TRACTOR 'S FIELD-BOOK. Consisting of a Series of Tables, with Rules, 

Explanations of Systems, and use oi Theodolite for Traverse Surveying and 

Plotting the Work with minute accuracy by means of Straight Edge and Set 

Square only ; Levelling with the Theodolite, Casting-out and Reducing 

Levels to Datum, and Plotting Sections in the ordinary manner ; setting>out 

Carves with the Theodolite by Tangential Angles and Multiples, with Right 

and Left-hand Readings of the Instrument: Setting-out Curves without 

Theodolite, on the System of Tangential Angles by sets of Tangents and Ofif- 

sets ; and Earthwork Tables to 80 feet deep, calculated for every 6 inches in 

depth. By W. D. Haskozx, C.E. Fourth Edition. Crown 8vo, its. cloth. 

**The book is very handy ; the sepaisie tables of sines and tangents to every minute will make 

it useful for many other purposes, the genuine tmverse tables existing all the same."'— jitJunaufH. 

" Every person engaged In engineering field opentfaMis will e&timate the importance of such a 

work and the amount of valuable tune which will be saved by leference to a set of reliable tablat 

prepared with the accuracy and fulness of those given in this TolunM."~t£«^/aM;y News, 

Levelling. 

A TREATISE ON THE PRINCIPLES AND PRACTICE OF 
LEVELLING, Showing its Application to puiposes of Railway and Civil 
Engineering, in the Construction of Roads : with Mr. Telford's Rules for the 
same. By Frederick W. Simms, F.G.S., M.Inst.C.E. Seventh Edition, with 
the addition of Law's Practical Examples for Setting-out Railway Curves, and 
Trautwine'8 Field Practice of Laying>out Circular Curves, with 7 Plates 
and numerous Woodcuts. 8vo, 8s. 6d, doth. *»* Trautwihb on Curves 
may be had separate, 5s. 
" The text-book on levelling hi most of oar engineering schools and coDeges. . . ' . The 
pubUshers have rendered a substantial service to the profession, especially to the younper members, 
by bringing out the present edition of Mr. Simms's useful book "—Enguteer. 
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TriganafnetriciU Surveying, 

AN OUTLINE OF THE METHOD OF CONDUCTING A 
TRIGONOMETRICAL SURVEY, for the Formation of Geographical and 
Topographical Maps and Plans, Military Reconnaissance, Levelling, &c., witb 
Useful Problems, Formul», and Tables. By Lieut.-General Froms, R.B. 
Fourth Edition, Revised and partly Re- written by Major General Sir Crarlbs 
Warrbm, G.CM.G.i R.B. With ig Plates and 215 Woodcuts. Royal 8vo, i6s. 
cloth. 

"ThesfanplalkGttliatafraitheiUtlonliasbeeii cilled for b th« bat tMllmony to Its medts. 
No words of praiie from us can strengthen the position so weO and so steadily maintained by this 
work. Sir Charles Warren has revised the entire worlc, and made such additions as wen necewaty 
to bring every portion of die contents up to die pr e wnt data."— f rvM^ Arrow. 

Curves. Tables ffyt Setting^ouU 

TABLES OF TANGENTIAL ANGLES AND MULTIPLES 
for Setting-out Curves from 5 to 300 Radius. By Axexandbr Bbaxelbt^ 
M.InstC.B. Fourth Edition. Printed on 48 Cards, and sold in a cloth borr 
waistcoat-pocket size, 3s. 6d. 
" Each table is printed on a small card, wUcfa, befaig placed on the theodolite, leaves the hands 

liree to manipulate tne instrument— no small advantage as regards the rapidity of work."— Enginttr, 
" Very handy ; a man may know that all his day's work must fall on two of these cards, which 

he puts into his own card-case, and leaves the rest behind."— ^<A«n«M». 

Earthwork, 

EARTHWORK TABLES. Showing the Contents in Cubic 
Yards of Embankments, Cuttings, &c., of Heights or Depths up to an 
average of 80 feet. By Joseph Broadbbnt, C.E., and Francis Campim, C.B. 
Crown 8vo, 5s. cloth. 

•• The way in which accuracy Is attafaied, by a simple division of each cross section Into thre* 
elements, two in which are constant and one variable, is ingenious."— ^^(^Howm. 

Earthwork^ Measurement of. 

A MANUAL ON EARTHWORK, By Alex. J. S. Graham, 
C.B. With numerous Diagrams. Second Edition. x8mo, «. 6d. cloth. 
" A great amount of practical information, very admirably arranged, and available for rongte 

estimates, as well as for the more exact calculations required in the engineer's and contractor's 

offices. "^ArtiMtuu 

Tunnelling. 

PRACTICAL TUNNELLING. Explaining in detail the Setting. 
out of the works, Shaft-sinking and Heading-driving, Ranging the Lines and 
Levellini^ underground, Sub-Excavating, Timbering, and the Constructioa 
of the Brickwork of Tunnels, with the amount of Labour required for, andth» 
Cost of, the various portions of the work. By Frederick W. Simms, F.G.S., 
M.Inst.C.B. Third Edition, Revised and Extended by D. Kinnear ClarXj 
M.Inst. C.B. Imperial 8vo, with ax Folding Plates and numerous Wood 
Engravings, 30s. cloth. 

" The estimation in which Mr. Sfanms's book on tunnelling has been held for over thirty yeass 
cannot be more truly expressed than in the words of the late Prof. Rankine :— ' The best source of in- 
formation or the subject of tunnels is Mr. F.W. Sfanms's work on Practical TunnelBng."'— yfrcA«««. 
" It has been regarded from the first as a text-book of the subject. . . . Mr. Clark has added 
Immensely to the value of the \iook."— Engineer, 

Tunnel Shafts. 

THE CONSTRUCTION OF LARGE TUNNEL SHAFTS : A 
Practical and Theoretical Essav. By J. H. Watson Buck, M.InstC.B.^ 
Resident Engineer, London ana North-western Railway. Illustrated with 
Folding Plates. Royal 8vo, X2s. cloth. 

' ' Many of the methods given are of extreme practical value to the mason ; and the observatlor a 

on the form of arch, the rules for ordering the stone, and the construction of the templates will be 

found of considerable use. We commend the book to the engineering profession."— BuiUlingr ^tWT 

"Will be regarded by civil eneineers as of the utmost value, and calculated to save much tim* 

and obviate many mistakes." — Colliery Guardian, 

Oblique Bridges. 

A PR A CTICA LAND THEORETICAL ESS A Y ON OBLIQ UE 
BRIDGES. With X3 large Plates. By the late George Watsoh Buck, 
M.l.C.E. Fourth Edition, revised by his Son, J. H. Watson Buck, M.I.C.B. t 
and with the addition of Description to Diagrams for Facilitating the Con- 
struction of Oblique Bridges, by W. H. Barlow. M.I.CB. Roy. 8vo. xas cf. 
"The standard text-book for all engineers regarding skew arches Is Mr. Buck's treatise, and it 
would be impossible to consult a hctt«e.—£fieineer. 

"Mr. Buck's treatise is recognised as a standard text-book, and his treatment has divested thct 
subject of many of the intricacies supposed to belong to it. As a guide to the engineer amd arch^ 
tect. on a confessedly difficult sublect. Mr. Buck's work is unsurpassed."— Building Aews. 
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Vast and Wrought Iran Bridge Construction. 

A COMPLETE AND PRACTICAL TREATISE ON CAST 
AND WROUGHT IRCN BRIDGE CONSTRUCTION, including Iron 
Foundations, In Three Parts—Theoretical, Practical, and Descriptive. By 
William Humbbr, A.M. Inst. C.E., and M.Inst M.B. Third Edition, Re- 
vised and much improved, with 115 Double Plates (20 oi which now first 
appear in this edition), and nnmerous Additions to thia Text. In Two Vols.i 
imp. 4to, £6 i6s. 6d. half-bound in morocco. 

"A Tery Taliuible contribution to the standard literatttre of chrll engineering. In addition to 
'^ — ' ' ■ — ■ ^ --'•- — — ' ^•'' r much enhance the instruc* 



t Important bridges erected 
flnrtaflr the last five veais. under the direction of the late Mr. Brunei, Sir W. Cubitt. Mr. Hawk, 
ihaw. Mr. Fage, Mr. Fowler. Mr. Hemans, and othan amons our moat emlneiit enslneon, are 
diawn and specified in great detaiL"— fftfiMcr* 

Oblique Arches, 

A PRACTICAL TREATISE ON THE CONSTRUCTION OP 
OBLIQUE ARCHES, By John Hart. Third Edition, with Plates. Im- 
perial Bvo, 8s. cloth. 

Statics, €hraphie and Analytic. 

GRAPHIC AND ANALYTIC STATICS, in their Practical Appii- 
caUon to the Treatment of Stresses in Roofs, Solid Girders, Lattice, Bowstring 
and Suspension Bridges, Braced Iron Arches and Piers, and other Frameworks, 
Bt R. Hudson Graham, C.E. Containing Diagrams and Plates to Scale. 
With numerous Examples, many taken from existing Structures. Specially 
arranged for Class-work in Colleges and Universities. Second Edition, Re- 
vised and Enlarged. 8vo, i6s. cloth. 
** Mr. Graham's book will find a place whererer graphic and analytic statics are used or studied." 

^Engineer, * 

"The work Is excellent firam a practical point of view, and has evidently been prepared with 

■mch care. The directions for working are ample, and are illustrated by an abundance of well. 

selected examples. It is an excellent text-book for the practical draugfatsman."— ^/A«MaMM. 

€HrderSf Strength of. 

GRAPHIC TABLE FOR FACILITATING THE COMPUTA- 
TION OF THE WEIGHTS OF WROUGHT IRON AND STEEL 
GIRDERS, etc., for Parliamentary and other Estimates. By J. H. Watson 
Buck, M.Inst.C.E. On a Sheet, as. 6d, 

Strains, Calculation of. 

A HANDY BOOK FOR THE CALCULATION OP STRAINS 
IN GIRDERS ANDSIMILARSTRUCTURES,ANDTHEIRSTRENGTH, 
Consisting of Formulas and Corresponding Diagrams, with numerous details 
for Practical Application, &c. By William Humbrr, A-M.Inst.C.E., &c. 
Fifth Edition. Crown 8vo, nearly 100 Woodcuts and 3 Plates, 7s. M. doth. 
" The formulae are neatly expressed, and the diagrams good."— Athemtum, 
" We heartily commend this really futndjf book to our englneet and aichitect readan.'*— i^MT' 
Jish Mtekanie, 

Trusses. 

TRUSSES OF WOOD AND IRON. Practical Applications of 
Science in Determining the Stresses, Breaking Weights, Safe Loads, Scantlings, 
and Details of Construction, with Complete Working Drawings. By William 
Griffiths, Surveyor, Assistant Master, Tranmere School of Science and 
Art. Oblong 8vo, 4s. 6d. cloth. 
" This handy little book enters so minutely Into every detdl connected with the construction ot 

'xoof trusMS, that no student need be ignorant of these matters."— /VvcT^hi/ Engineer. 

Strains in Ironwork. 

THE STRAINS ON STRUCTURES OF IRONWORK: with 
Practical Remarks on Iron Construction. By F. W. Shbilds, M.Inst.C.E. 
Second Edition, with 5 Plates. Royal 8vo, 5s. cloth. 
"' rhe ttndeot cannot find a better Uttle book on this sut4ect"—£nsrte«r. 



Hatun, as it has hitherto done, as the standazd treatise on that oartictilar sahieCW—BngifUtr, 
" There is no (greater authority than Bulow."—ButUing^ News. 
" As a scientific work of the first class, it deserves a foremost place on the bookshelves of every 
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Barlow^sStrengthof MateHaUf enlarged byHumber. 

A TREATISE ON THE STRENGTH OF MATERIALS; 
with Rules for Application in Architectnre, the Construction of Suspension 
Bridges, Railways, &c. By Petbr Barlow, F.R.S. A New Edition, Revised 
by his Sons, P. VV. Barlow, F.R.S., and W. H. Barlow, F.R.S. ; to which 
are added, Experiments by Hodgrinson, Fairbairn, and Kirraldt ; and 
Formulas for Calculating Girders, &c. Arranged and Edited by Wm.Humbcb, 
A-M.Inst.C.B. Demy 8vo, 400 pp., with ig large Plates and numerous Wood- 
cuts, zSs. cloth. 

" Valuable alike to the student tyro, and the «xperienoed piactltloner, It vrfll always rank in 
...... >|^odone, as the standazd treatise on that] 

»ater authority than Bulow."—Suilding^ / 

jrork of the first class, it deserves a foremc 

chril engineer and practical xi:«chisuc"—Ett£/ish Mechanic 

Cast Iron and other MeteUs, Strength of. 

A PRACTICAL ESSAY ON THE STRENGTH OF CAST 
IRON AND OTHER METALS. By Thomas Tredgold, C.E. Fifih 
Edition, indnding Hodgkihsom's Experimental Researches. 8vo, isu. cloth. 

JPractical Mathematics. 

MATHEMATICS FOR PRACTICAL MEN: Being a Common- 
place Book of Pure and Mixed Mathematics. Designed chiefly for the nso 
of Civil Engineers, Architects and Surveyors. By Olinthus Gregory, 
LL.D., F.R.A.S., Enlarged by Hemry Law, C.E. 4th Edition, carefully 
Revised by J. R. Young, formerly Professor of Mathematics, Belfast College. 
With 13 Plates. 8vo, £1 is. cloth. 
" The engineer or architect will here find ready to Us hand rules for solving neariy every matfae- 

matical difficulty that may arise in his practice. The rules are in all cases explained by means of 

examples, in which every step of the process is clearly worked ont,"—£ui/der. 

" One of the most serviceable books for practical mechanics. . . It is an instructive book for 

the student, and a text-book for mm who, having once mastered the subjects it treats of^ needs 

occasionally to refresh his memory upon tbem."—BM4itiOt£' News, 

Bailway Working. 

SAFE RAILWAY WORKING. A Treatise on Railway Acci- 
dents: Their Cause and Prevention; with a Description of Modern Appliances 
and Systems. By Clement E. Stretton, C.E., Vice-President and Con- 
sulting Engineer, Amalgamated Society of Railway Servants. With Illus- 
trations and Coloured Plates. Third Edition, Enlarged. Crown 8vo, 3s. 6d 
cloth. 
" A book for the engineer, the directors, the managers ; and. In short, all who wish for informs 

tlon on railway matters will find a perfect encyclopaedia in * Safe Railway Working.' "^JRatlway 

Review. 

" We commend the remarks on railway signalling to all raOway managers, especially where a 

nniform code and practice is advocated."— //"(ffr/a/A'* Railway youmal. 

"The author maybe congratulated on having collected, in a verjr convenient form, muck 

valuable information on the principal questions affecting the safe working of railways."— iR««i* 

way Engineer. 

Heatf Expansion by. 

EXPANSION OF STRUCTURES BY HEAT. By John 
Keily, C.E., late of the Indian Public Works and Victorian Railway Depart 
mentSi Crown 8vo, 3s. 6d. cloth. 

Summary of Contents. 



Section I. Formulas and Data. 
Section II. Metal Bars. 
Section III. Simple Frames. 
Section IV. Complex Frames and 

Plates. 
Section V. Thermal Conductivity. 



Section VI. Mechanical Force or 

Heat. 
Section VII. Work of Expansion 

and Contraction. 
Section VIII. Suspension Bridges. 
Section IX. Masonry Structures. 



■• The «hn tbe author has set before him, viz., to sham the eiSects of heat npon metallic and 
other structures, is a laudable one, for this is a branch of physics upon which the eaflineer or arch - 
tect can find but little reliable and comprehensive data in books."— Builder. 

" Whoever is concerned to know the effect of changes of t e m perature on sqch structures ■• 
suspension bridges and the like, could not do better than consult Mr. Keily's vahable and lundy 
exposition of the geometrical principles involved in these chajiges."Scotsman. 

Field Fortification. 

A TREATISE ON FIELD FORTIFICATION, THE ATTACK 
OF FORTRESSES, MILITARY MINING, AND RECONNOITRING. By 
Colonel I. S. Macaulay, late Professor of 'Fortificationin tbeK»M*A., Wool- 
wich. Sixth Edition. Crown 8v.o, whh aepasBte Atlas of za Plates, iss. dotb. 
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MR. NUMBER'S GREAT WORK ON MODERN ENGINEERING. 

Complete in Four Volumes, imperial 4to, price £12 125., balf-morocco. Sad) 
Volume sold separately as follows :— > 

I RECORD OP THE PROGRESS OF MODERN ENGINEER- 
2NG, First Series. Comprising Civil, Mechanical, Marine, Hydraulic, 
Railway, Bridge, and other Engineering Works, &c. By William Humbbr, 
A-M.Inst.C.E., &c. Imp. 4to, with 36 Double Plates, drawn to a large scale. 
Photographic Portrait of John Hawksbaw, C.E., F.R.S., &c., and copious 
descriptive Letterpress, Specifications, &c., £3 35. half-morocco. 
List of the Plates and Diagrams. 

Thames, West London Extension RaBwftv (s 
plates); Armour Plates: Suspension Brioee* 
Thames (4 plates); The Allen Engine; Sus> 
es); Roof of Cremome Music Hall ; Brid^ pension Brio^e, Avon (3 plates); Unde i g i ro u nd 
over G. N. Railway ; Roof of Station, Dutch Railway (3 ptotesl. 
Rhenish Rail (3 plates); Bridge over the 

" Handsomely lithogfiaphed and printed. It will find favoar with many who deslie to preserve 
In a permanent form copies of the plans and specifications prepared for the guidance of the con* 
tractors for many important engineering rrotks. '—Bn^imer. 

HUMBERTS PROGRESS OF MODERN ENGINEERING. 

Second Series. Imp. 4to, with 36 Double Plates, Photographic Portrait of 
Robert Stephenson, C.E., M.P., F.R.S., &c., and copious descriptive Letter- 
press, Specifications, Sux, £s 3s. half-morocco. 

List of the Plates and Diagrams. 
Bbkenhead Docks, Law Water Basto (15 



Victoria Station and Roof, L. B. & S. C. R. 
IS plates); Southport Pier (a plates); Victoria 
Station uid Roof, L. C. & D. and G. W. R. (< 



plates); Charing Cross Station Roof, C. < 
Railway (3 plates) ; Digswell Viaduct. Gre 
Northern Railway ; Robbery Wood Viaduc 



and Abers^venny Railway; Ebbw Vladnct» 
Merthyr, Tredegar, and Abergavenny p-" 

Wood Viaduct Cornwall 1 



way ; College Wood Viaduct Cornwall RaU> 
way ; Dubhn Winter Palace Roof {3 plates) ; 
Bndge over the Thames, L. C. & D. Railway 
(6 plates) ; Albert Harbour. Greenock (4 plates). 



, Great 

^ilway; Robbery Wood Viaduct, 

Great Northern Railway; Iron Permanent 
Way; Clydach Viaduct, Merthyr, Tredegar, 

" Mr. Humber has done the profession good and true service, by the fine coUection of 

he has here brought before the profession and the public"— yro^^a/ MechanUfs journal. 

HUMBERTS PROGRESS OP MODERN ENGINEERING, 
Third Series. Imp. 4to, with 40 Double Plates, Photopraphio Portrait of 
J. R. M'Clean, late Pres. Inst. U.E., and copious descriptive Letterpressy 
Specifications, &c., £s 3s. half-morocco. 

List of the Plates and Diagrams. 

Sewer, Reservoir and Outlet (4 plates) ; OutfiiB 



MAIN DRAINAGB, MBTROPOLIS.— A*r<* 
Sitle.—'M.a.p showing Interception of Sewers ; 
Middle Level Sewer (a plates) ; Outfall Sewer, 
Bridge over River Lea (3 plates) ; Outfall Sewer, 
Bridge over Marsh Lane, North Woolwich 
Railwav, and Bow and Barking Railway Junc- 
tion; Outfall Sewer, Bridge over Bow and 
Barking Railway (3 plates); Outf?.U Sewer, 
Bridge over East London Waterworks' Feeder 
(3 plates); Outfall Sewer, Reservoir (s plates); 
Outfall Sewer, Tumbling Bay and Outlet ; Out- 
fall Sewer, Penstocks. South Sidf.—Outfaa 
Sewer, Bermondsey Branch (a plates) ; Outfall 

" The drawings have a constantly increasing vahie, and whoever desires to possess clear repr» 
sentations of the two great works carried out 1:^ our Metropolitan Board will obtain Mr. Humber's 
yoixane."—Ett£ifi€€r. 

HUMBER'S PROGRESS OP MODERN ENGINEERING. 

Fourth Series. Imp. 4to, with 36 Double Plates, Photographic Portrait oA 
John Fowler, late Pres. Inst. C.E., and copious descriptive Letterpress 
Specifications, &c., £$ 3s. half-morocco. 

List of the Piat^s and Vitti^mms, 



Sewer, Filth Hoist ; Sections ofSewers (North 
and South Sides). 

THAMES Embankment.— Section of Rlrei 
Wall ; Steamboat Pier, Westminster ja platen) ; 
Landing Stairs between Charing Cross and 
Waterloo Bridges ; York Gate (a plates) ; Ovpr- 
flow and Outlet at Savoy Street Sewer (3 plates) ; 
Steamboat Pier. Waterloo Bridge (3 plates> 
Junction of Sewers, Plans and Sectioos 
Gullies, Plans and Sections; Rolling Stock 
Gianlte aiul Iron Forts. 



Abbey HflbPasBiitagati 

agek Metropolis (4 pistes) ; Barrow Docks (5 
plBtes) ; Manquis Viaduct, Santiago and Val- 
paseiso Railway (a pkttes) ; Adam's Locomo- 
tive, St. Helen's Canal Railway (a plates); 
Cannon Street Station Roof; Channg Cross 
Raitamv (3 plates) ; Road Brkige over the Rivet 
Moka (a plates) ; Telegraphic Apparatus for 



'vtt 



Mesopotamia; Visdact e«wr tlM Skw Wi 
Midland Railway (3 pkites) ; St. Genaans V _ 
dnct. Cornwall RaDway (a plates) ; Wrought* 
Iron Cylinder for Diving BetrrMiHwaU Docks 
(6 plates); Milroy's Fiatent Excavator ; Metro. 
^- ^- • kailway (6 plates); iiwbottni 
':wal«n (3.phu«e). 




**We ^adly welc<»w anether years 

Mr. Homber. The accuracy and general _ , 

ness in giving the measurements and details of some of the latest examples of engincerliw.as 
cawied ontby the vumX emi— at men in tke i wnfeiii caiaot be teo h ig Mj i |i iiw d ."-wf ftiriwi. 



ble tmbUGMlOB -item the able pen of 
of this work are well imewn,wkileits useful 
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THE POPULAR WORKS OF MICHAEL REYNOLDS 
(" The Enoinb Dritbr's Fribmd "). 

JjoeomoHve'Engine J>riving. 

LOCOMOTIVE-ENGINE DRIVING : A Practical Manual for 
Bngnneers in charge of Locomotive Engines. By Michael Reynolds, Member 
oi the Societyot£neineers, formerly Locomotive Inspector L. B.and S.C. R. 
Ninth Edition. Including a Key to the Locomotive Emoxnb. With lUns- 
trations and Portrait ot Author. Crown 8vo, 4s. 6d. clotn. 
"Mr. Reynolds has suppbed a want, and has supplied It well. We can confidently recommend 

the book, not only to the practical driver, but to everyone who takes an interest in the peiformaace 

of locomotive eni:ines."— rA« Eneineer. 

"Mr. Reynolds has opened a new chapter in the Hteratnre of the day. Of the oractical utility 

^f this admirable treatise, we have to speak in terms of warm commmdation."-' Athetueum, 
" Evidentty the wofk ot one who knows his subject ttioroughly."— Railway Service Gattette. 
"Were the cautions and rules eiven in the book to become part of the every-day working of 

our enKine^drivers, we mi|i;ht have fewer distressing; accidents to aeplore."— tScoCMMOfi. 

Stationary Engine Thriving. 

STATIONARY ENGINE DRIVING : A Practical Manual for 

En^neers in charge of Stationary Engines. By Michael Reynolds. Fifth 
Edition. Enlargedf. With Plates and Woodcuts. Crown 8vo, 45. 6d. cloth. 
"The author is thorousfhly acquainted with his subjects, and his advice on the various points 
ireated is clear and practicaL . . . He has produced a manual which is an exceedinety useful 
twe for the class for whom it is specially intended." — Engineering: 

" Our author leaves no stone unturned. He is determined that Us readers shall not only know 
■omethinsf about the stationary engfine, but all about it."— Engineer. 

"An enfineman who has mastered the contents of Mr. Reynolds's book will require but little actua 
experience with boilers and engines before he can be trusted to look after \Xkieai."—EnglishMec/umie 

The Engineer^ Fireman^ and Engine^Boy. 

THE MODEL LOCOMOTIVE ENGINEER, FIREMAN, and 

ENGINE-BOY. Comprising a Historical Notice of the Pioneer Locomotive 

Engines and their Inventors. By Michael Reynolds. Second Edition, with 

Revised Appendix. With numerous Illustrations and Portrait of George 

Stephenson. Crown 8vo, as. 6d. cloth. [Just published, 

" From the technical knowledm of the author it will appeal to the railway man of to-day moie 

forcibly than anything' written by Dr. Smiles. . . . The volume contains information of a tedi- 

viical land, and facts that every driver should*be fiuniliar with."— English Mechanic. 

"We should be glad to see this book in the possession of everyone in the kinfifdom who has 
ever laid, or is to lay, hands on a locomotive eni^ine."— /tmi. 

Continuous Railway BrakeSi 

CONTINUOUS RAILWAY BRAKES: A Practical TreaHsc on 
the several Systems in Use in the United Kingdom; their Construction and 
Performance. With copious Illustrations and numerous Tables. By Michael 
Reynolds. Large crown 8vo, 9s. cloth. 

" A popular explanation of the different brakes. It will be of great assistance In forming public 
•opinion, and will b« studied with benefit by those who take an mterest in the btaJoi."— English 
' Mechanic. 

"Written with sufEdent technical detsdl to enable the principle and relative connection of the 
'various parts of each particular brake to be readily gtaspoa,"— Mechanical JVorld. 

Engine-IHriving lAfe. 

ENGINE-DRIVING LIFE : SHrring Adventures and Incidents 
in the Lives of Locomotive-Engine Driven, By Michael Reynolds. Third 
and Cheaper Edition. Crown 8vo, is. 6d. cloth. [Just published. 

"From first to last perfectiy fiucinatinsf. Wilkie Colfins's most thrilllnfir conceptions ate thrown 
tnto theshade by true incidents, endless in their variety, related in every page."— ^^rrA BriHshMail, 
" Anyone who wishes to get a real insight into railway life cannot do better than read * Engine- 
Driving Life' for himself ; and if he once take it up he will find that the autiior's enthusiasm anfreal 
1c ve of the engine-driving profession will carry him on tiU he has read every p»g9,"—Satiurle^JUview, 

Pocket Companion for Enginemen. 

THE ENGINEMAN'S POCKET COMPANION AND PRAC^ 
TICAL EDUCATOR FOR ENGINEMEN, BOILER ATTENDANTS^ 
AND MECHANICS. By Michael Reynolds. With Forty-five Illustra- 
tions and numerous Diagrams. Third Edition, Revised. Royal zSmo, 35. 64., 
strongly bound for pocket wear. 

This admirable work is well suited to accomplish its object, being the honest workmanship of 
competent engineer." — Glasgow Herald. 

* • A most meritorious work, giving in a sucdnct and practical form all the infonnatlon an engine- 
snlnder desirous of mastering the scientific prindples of his dally calling would require."— 7%« 
MiiUf. 

" A boon to those who are striving to become efficient mechanics."— />«<(>' ChroHitU, 
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MARINS SNGINEERING, SHIPBUILDING, 
N AVIGATION, e tc. 

JPocket'JBookfor Naval Architects and Shipbuilders^ 

THE NAVAL ARCHITECT'S AND SHIPBUILDER*:^ 
POCKET-BOOK of Formula,RuUs,and Tables^and MARINE ENGINEER'S 
AND SURVEYOR'S Handy Book 0/ Reference. By Clement Mackrow, 
Member of the Institution of Naval Architects, Naval Draughtsman. Fifth 
Edition, Revised and Enlarged to 700 pages, with upwards of 300 Illustra- 
tions. Fcap., Z25. 6d. strongl} bound in leather. 
Summary of Contents, 



Signs and Symbols, Decimal Frac- 
tions.— Trigonometry. — Practical 
Geometry. — Mensuration. — Cen- 
tres AND Moments of Figures.— 
Moments of Inertia and Radii of 
Gyration. — Algebraical Expres- 
sions FOR Simpson's Rules.— Me- 
chanical Principles. — Centre of 
Gravity.— Laws of Motion.— Dis- 
placement, Centre of Buoyancy. — 
Centre of Gravity of Ship*s Hull. 
—Stability Curves and Metacen- 
tres.— Sea and Shallow-water 
Waves.— Rolling of Ships.— Pro- 
pulsion AND Resistance of Vessels. 
— Speed Trials. — Sailing, Centre 
of Effort.— Distances down Rivers, 
Coast Lines. — Steering and Rud- 
ders OF Vessels.— Launching Cal- 
culations AND Velocities.— Weight 
of Material and Gear.— Gun Par- 
ticulars AND Weight.— Standard 
Gauges.— Riveted Joints and Rivet- 
ing.— Strength AND Tests of Mate- 
rials. — Binding and Shearing 
Stresses, etc.— Strength of Shaft- 
ing, Pillars, Wheels, etc. — Hy- 
draulic Data, etc. — Conic Sections, 
Catenarian Curves.— Mechanical 
Powers, Work._— Board of Trade 
Regulations for Boilers and En- 
gines. — Board of Trade Regula- 



for Boilers.— Lloyd's Weight of 
Chains.— Lloyd's Scantlings for 
Ships.— Data of Engines and Ves- 
sels. - Ships' Fittings and Tests. — 
Seasoning Preserving Timber.— 
Measurement of Timber. — Alloys, 
Paints, Varnishes. — Data for 
Stowage. — Admiralty Transport 
Regulations. — Rules for Horse- 
power, Screw Propellers, etc.— 
Percentages for Butt Straps, etc. 
— Particulars of Yachts.— Masting 
AND Rigging Vessels. — Distances 
OF Foreign Ports. — Tonnage 
Tables. — Vocabulary of French 
AND English Terms. — English 
Weights and Measures —Foreign 
Weights and Measures.— Decimai. 
Equivalents. — Foreign Money.— 
Discount and Wage Tables.— Use- 
ful Numbers and Ready Reckoners 
—Tables of Circular Measures,— 
Tables of Areas of and Circum- 
ferences of Circles. — ^Tables of- 
Areas of Segments of Circles.— 
Tables of Squares and Cubes akd 
Roots of Numbers. — Tables of 
Logarithms of Numbers. — Tables, 
of H yperbolicLogarithms. — Tables 
of Natural Sines, Tangents, etc. — 
Tables of Logarithmic Simbs,. 
Tangents, etc. 



tions for Ships.— Lloyd's Rules 

" In these da)rs of advanced knowledge a work like this is of the greatest value. It contains a 
vast amount of information. We unhesitatingly say that it is the most valuable compilation for itr 
specific purpose that has ever been printed. No naval architect, engineer, surveyor, or seaman, 
wood or iron shipbuilder, can afford to be without this work."— A'aM/tca/ Masa*ine. 

"Should be used by all who are engaged in the conitruction or designs of vessels. . . . Will 
be found to contain the most useful tables and formulae required by shipbuilders, carefully collected 
from the best authorities, and put together in a popular and simple {orm."^£n£ifuer. 

" The professional shipbuilder has now, m a convenient ana accessible form, reliable data lot 
solving many of the numerous problems that present themselves in the course of his work." — /ron. 

" There is no doubt that a pocket-book of this description must be a necessity in the ship, 
building trade. . . . The volume contains a mass of useful information dearly expressed and 
presented in a handy form."— Marine Engituer. 

Marine Engineering. 

MARINE ENGINES AND STEAM VESSELS (A Treatise 

on). By Robert Murray, C.E. Eighth Edition, thoroughly Revised, with 

considerable Additions by the Author and by George Carlisle, C.E., 
Senior Surveyor to the Board of Trade at Liverpool. lamo, 5$. cloth boards. 

" Well adapted to give the young steamship engineer or manne engine and boiler maker a 
general Introduction into his practical work."— AftcManita/ iVorld. 

••We feel sure that this thoroughly revised edition will continue to be as popular in the future 
as it has been in the past, as, for its size, it contains more useful information than ny similar 
tieatise. " -Industries. 

" As a compendious and useful guide to engineers of our mercantile and royal na'.al services, 
we should say it cannot be surpassed."— i^»itftn^ Nrws. 

" The information given is both snunrt and sensible, and well qualified to direct young sea- 
going hands on the straight road to the extra chiefs certificate. . . . Most useful to surveyors, 
tepectors, draughtsmen, and young engineers."— C^Axj^^u/ Herald. 

C 
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English' French Dictionary of Sea Terms* 

TECHNICAL DICTIONARY OF SEA TERMS, PHRASES 
AND WORDS USED IN THE ENGLISH & FRENCH LANGUAGES. 
(English-French, French-English). For the Use of Seamen, Engineers, 
Pilots, Sliip^builders, Ship-owners and Ship-brokers. Compiled by W 
PiRRie, late of the African Steamship Coinp ar.y. Fcap. 8vo, 5s. cloth limp 

{Just published 

Focket-Book for Marine Engineers. 

A POCKET-BOOK OF USEFUL TABLES AND FOR^ 
MULjB for marine ENGINEERS. By Frank Proctor, A.I.N.A. 
Third Edition. Royal 32mo, leather, gilt edges, with strap, 45. 
"We recommend it to our readers as going far to supply a lon^-felt ¥rznt,''—JVavai Scktict, 
"A most useful companion to all marine ciig}D.eex%."— united Service GoMeUe, 

Introduction to Marine Engineering. 

ELEMENTARY ENGINEERING : A Manual for Young Marina 
Engineers and Apprentices. In the Form of Questions and Answers on 
Metals, Alloys, Strength of Materials, Construction and Management 'ot 
Marine Engines and Boilers, Geometry, &c. &c. With an Appendix of Useful 
Tables. By John Shbrren Brbwer, Government Marine Surveyor, HonK« 
kong. Second Edition, Revised. Small crown 8vo, «. cloth. 

" Contains much raluable information for the class for whom it is intended, especially in the 
chapters on the manas^ement of boilers and engines."— A'oM/tVa/ Maga9in€. 

" A useful introduction to the more elaborate text-hooks." —Scotsman. 

" To a student who has the requisite desire and resolve to attain a thoronsh knowledge, Mr, 
Brewer offers decidedly usefiil bgHf."—AiJunaum, 

Jfavigation. 

PRACTICAL NAVIGATION. Consisting of Thb Sailor's 
Sea-Book, by Jambs Greenwood and W. H. Rosser j together with the 
requisite Mathematical and Nautical Tables for the Working of the Problems, 
by Henry Law, C.E., and Professor J. R. Younq, Illustrated, z2mo, 7$« 
strongly half-bound. 

^ailmaking. 

THE ART AND SCIENCE OF SAILMAKING. By Samuel 
B. Sadler, Practical Sailmaker, late in the employment of Messrs. Ratsey 
and Lapthorne, of Cowes and Gosport. With Plates and other Illustrations. 
Small 4to, 12s, 6d. cloth. 

Summary of Contents. 



Chap. I. The Materials used and 
their Relation to Sails. — II. On 
the Centre of Effort.— -III. On 
'Measuring.— IV. On Drawing.— V. 
On the Number of Cloths required. 



—VI. On Allowances.— VII. Calcu- 
lation of Gores.— VIII. On Cutting 
Out.— IX. On Roping.— X. On Dia- 
gonal-Cut Sails.— XI. Concluding 
Remarks. 



• This work is very ably written, and is Olustrated by diagrams and carefully- worked calcula. 
tions. The work should be in the hands of every sailmaker, whether employer or employed, as it 
cannot fail to assist them in the pursuit of their important avocations."— /j/« of Wight Herald. 

" This extremely practical work gives a complete education in all the branches of the manu. 
acture cutting out, roping, seaming, and goring. It is copiously illustrated, and will form a first- 
rate text-book and v^xAe"— Portsmouth Times. 

" The author of this work has rendered a distinct service to all interested in the art of sail- 
making. The subject of which he treats is a congenial one. Mr. Sadler is a practical sailmaker. 
and has devoted years of careful observation and study to the subject ; and the results of the 
experience thus gained he has set forth in the volume before \iS."Stea»uh^, 

Chain Cables. 

CHAIN CABLES AND CHAINS. Comprising Sizes and 
Curves of Links, Studs, &c., Iron for Cables and Chains, Chain Cable and 
Chain Making, Forming and Welding Links, Strength of Cables and Chains, 
Certificates for Cables, Marking Cables, Prices of Chain Cables and Chains, 
Historical Notes, Acts of Parliament, Statutory Tests, Charges for Testing, 
List of Manufacturers of Cables, &c. &c. By Thomas W. Traill, F.E.R.N., 
M. Inst. C.E., Engineer Surveyor in Chief, Board of Trade, Inspector of 
Chain Cable and Anchor Proving Establishments, and General Superin- 
tendent, Lloyd's Committee on Proving Establishments. With numerous 
Tables, Illustrations and Lithographic Drawings. Folio, £% as. cloth. 
" It contains a vast amount of valuable information. Nothing seems to be wantliiKto makr'-it 
a complete and sUndard work of reference on the subject."— A^«M/ica/ Ma^xime. 



MINI NG AND METALLURGY. J9 

MINING AND METAL LURGY, 

Mining Machinery. 

MA CHINER Y FOR MET A LLIFERO US MINES : A Practical 
Treatise for Mining Engineers, Metallurgists, and Managers oi Mines. By 
E. Henry Davies, M.B., F.G.S. Crown 8vo, 580 pp., with upwards of 300 
Illustrations, 125. 6d. cloth. [}ust published, 

*' Mr. Davies, in this handsome volume, has done the advanced student and the mana]?er of 
-mines good service. Ahnost every kind of machinery in actual use is carefully described, and the 
woodcuts and plates are good,"—J[tAeHaum. 

" From cover to cover the work exhibits all the same characteristics which excite the confi- 
dence and attract the attention of the student as he peruses the hrst pa^. The work may safely 
be recommended. By its publication the hterature connected with the industry will be enrichea, 
and the reputation of its author enhanced."— J/xnm^ journal. 

" Mr. Davies has endeavoured to bring before his readers the best of everything in modem 
mining appliances. His work carries internal evidence of the author's impartiality, and this con- 
stitutes oae of the great merits of the book. Throut^hout his work the criticisms are based on his 
own or other reliable experience.' —Iron and Steel Trades' yournal. 

" The work deals with nearly every class of machinery or apparatus likely to be met with or 
required in connection with metalliferous mining, and is one which we have every confidence in 
€w:oiiaa.'aiiij\g."— Practical Engineer, 

Metallifenms Minerals and Mining. 

A TREATISE ON METALLIFEROUS MINERALS AND 
MINING, Bv D. C. Davies, F.G.S., Mining Engineer, &c., Author oi "A 
Treatise on Slate and Slate Quarrying." Fifth Edition, thoroughly Revised 
and much Enlarged, by his Son, E. Henry Davies, M.E., F.G.S. With about 
150 Illustrations. Crown 8vo, 12s, 6d, cloth. 
"Neither the practical miner nor the general reader interested In mines can have a better book 

for his companion and his guide."— il/»>«>»^ yournal. IMining IVorld, 

" We are doing our readers a service m calling their attention to this valuable work." 
" A book that will .lot only be useful to the geologist, the practical mmer, and the metallurgist 

but also very interesting to the general public."— /ro«. 

" As a history of the present state of mining throughout th« wodd this book has a real vahi« 

and It supplies an actual jnsit,"—AtJunaum, 

Earthy Minerals and Mining* 

A TREATISE ON EARTHY <S^• OTHER MINERALS AND 
MINING. By D. C. Davies, F.G.S., Author of " Metalliferous Minerals,' 
&c. Third Edition, revised and Enlarged, by his Son, E. Henry Davies, 
M.E., F.G.S. With about 100 Illustrations. Crown 8vo, 125. 6d. cloth. 
" We do not remember to have met with any English work on mining matters that contalM 

the same amount of information packed in equally convenient (otm.''— Academy. 

" We should be inclined to rank it as among the very best of the handy technical and tradai 

manuals which have recently appeared."— friMr A Quarterly Review. 

MetcUiiferous Mining in the United Kingdom. 

BRITISH MINING : A Treatise on the History, Discovery, Practical 
Development, and Future Prospects 0/ Metalliferous Mines in the United King' 
dom. By Robert Hunt, F.R.S., Editor of " Ure*s Dictionary of Arts, 
Manufactures, and Mines," &c. Upwards of 950 pp., with 330 Illustrations. 
Second Edition, Revised. Super-royal 8vo, £2 2s. cloth. 

" One of the most valuable works of reference of modem times. Mr. Hunt; as Keeper of Mining 
Records of the United Kingdom, has had opportunities for such a task not enjoyed by anyone else 
and has evidently made the most of them. . . . The language and style adopted are good, and 
the treatment of^the various subjects laborious, conscientious, and scientific."— ^n^'n^^rtn^r. 

"The book is, in fact, a treasure-house of statistical information on mining subjects, and we 
know of no other work embodying so great a mass of matter of this kind. Were this the only 
merit of Mr. Hunts volume, it would be sufficient to render it indispensable in the library of 
everyone interested in the devek>pment of the mining and metallurgical industries of this country. 
—Athemeum. 

"A mass of information not elsewhere available, and of the greatest value to those who may 
be Interested in our great mineral industries."— £njitM«<r. 

Underground Bumping Machinery. 

MINE DRAINAGE, Being a Complete and Practical Treatise 
on Direct-Acting Underground Steam Pumping Machinery, with a Descrip- 
tion of a large number otthe best known Engines, their General Utility .and 
the Special Sphere of their Action, the Mode of their Application, and 
their merits compared with other forms of Pumping Machinery. By Stbphe n 
MicHELL. 8vo, xss. cloth. 
"Will be highly esteemed by colliery owners and lessees; mlnlnir englneefs. and students 

generally who require to be acquainted with the best means of securing the drainage of mine*. It 

& a most valuable work, and stands almost alone in the literature of steam pumping machinery.— 

Colliery GuardiaH, 

"Much valuable information Is given, so that the book Is thoroughly worthy of aa cxt«nsire 

circulation amongst practical men and purchasen of machinery."— Jfmi«v 7*umeU, 
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JPtoBpecting for €Md and other Jf etato. 

THE PROSPECTOR'S HANDBOOK: A Guide for the Pto- 
■pectoT amd Traveller in Search of Metat-Bcaringor other Valuable Minerals; 
By J. W. AjiDEKSoii, M^ (Camb.V, F.R.G.S.. Antbor of "Fiji and New 
Caledonia." Sixth Editkm, tkorooffalT Kevised and much Eniareed. Small 
crown StOi 3s. 6d. cloth ; or, 44. 6J. leather, pocket-book focm, with tuck. 

IJust puUiskeA 
** WB snpfrfjr a ich fek waat, capecMly wmoag Cufc i ^Hj. hi ^^oa» «iv axe so onn thnnm 
■nay auBcratbgical nw^imrws the value of winch it is diftaill to de lMiuin e. "—Ungvutr. 

"How to find commcrciai nimgtaK and bov to ulendtf them vhoi they ate temd, aae tlie 
laadht^paiatstowfaichaneBtMmisdizected. The ai^ihor has aaaaccd to pack as aaach poetical 
dataB mao bis pages as weald supply niaxesial ior a book thne tiaes its aa^^—Mmmg^ y^mmmi. 

Mining Notes and Fomiulfe. 

NOTES AND FORMULJE FOR MINING STUDENTS. By 

^na Hehm AH Mekitale. M. A., Certificated Colliery Manager. Professor at 
ining in the Durham College of Science, Newcastle-npcm-Tyme. Third 
Edition, Revised and Enlarged. Sm^ crown 8vo, 2s. 6d. cloth. 
"larahiable to anyone who is woricins cp fior an exananatiao on mkuDg sobjects.*— /nra aiul 
Ctml Trmdes JUvJrar. 

**The anthor hasdone his wefk In an exoeeificgily oeftable mamier. and has pfodnoed a book 
*" ' 1 be of senrice to ttodeats. and those who are piacticaSy engaged ia I ' ' 



Mandybook for Miners. 

THE MINER'S HANDBOOK : A Handy Book of Reference on 
the Sabjects of Mineral Deposits, Mining Orerations. Ore Dressing, &c. 
For the Use of Students and others interested in Mining matters. Compiled 
by John Milne. F.R S.. Professor of Mining in the Imperial University of 
Japan. Revised Edition. Fcap. svo, 7s. 6d. leather. {Just fftblxshed. 

" Profeisnr Milne's handbook is sure to be received with favour by all connected with mining , 
and vria be extremely popular among students, ''-^theiutum, , 

Miners^ and Metallurgists' JPocket-Book. 

A POCKET-BOOK FOR MINERS AND METALLURGISTS. 
Comprising Ru!es, Formalae, Tables, and Notes, for Use in Field and Office 
Work. By F. Danvers Power, F.G.S., M.E. Fcap. Svo. 9$. leather. 
" This exceUent book is an admirable example of its kind, and oueht to find a large sale 
amongst English-speaking prospectors and minirg engineers." — Engineerinz. 

*' A useful vacU-inecum containing a mass of rules, fonnidae, tables, and various other informx 
turn, necessary for daily eference."— /fvn. 

Mineral Surveying and Valuing. 

THE MINERAL SURVEYOR AND VALUER'S COMPLETE 
GUIDE, comprising a Treatise on Improved Mining Surveying and the Valua^ 
tion of Mining Properties, with New Traverse Tables. By Wm. Lintsrn. 
Third Edition. Enlarged, xsmo, 45. cloth. 
** A valuable and thorooghly trustworthy guide."— /rm and Coal rrades Review^ 

Asbestos and its Uses. 

ASBESTOS : Its Properties, Occurrence, and Uses, With some 
Account of the Mines of Italy and Canada. By Robert H.Jones. With 
Eight Collotype Plates and other Illustrations. Crown Svo, 12s. 6d, cloth. 
"An interesting and invaluable yfOtkJ'—Collury Guardian, 

Explosives. 

A HANDBOOK ON MODERN EXPLOSIVES. Being a 
Practical Treatise on the Manufacture and Application of Dynamite, Gun> 
Cotton, Nitro-Glycerine, and other Explosive Compounds. Including the 
Manufacture of Collodion-Cotton. By M. Eissler, Author of " The Metal- 
lurgy of Gold," &c. Crown Svo, los. 6d. cloth. 
"Us^I not only to the miner, but also to officers of both services to whom blasting and the 

use of explosives generally may at any time become a necessary auxiliary."— A^<r/Mr«. 

** A veriuble mine of mtorniabon on the subject of explosives employed for military, mining 

and blasting purposes." — 4r^v and Navy Gazette, 

Irofif Metallurgy of. 

MET A LL URG Y OF IRON. Containing History of Iron Manu- 
facture, Methods of Assay, and Analyses of Iron Ores, Processes of Manu- 
facture of Iron and Steel. &c. By H. Bauerman, F.G.S., A.R.S.M. With 
nuicerous Illustrations. Sixth Edition, Enlarged, zamo, js. 6d, cloth. 



MINING AND METALLURGY. 



€!oUiery Management. 

THE COLLIERY MANAGER'S HANDBOOK: A Compre- 
iiensive Treatise on the Laying-^ut aad Working of Collieries. Designed as 
•a Book of Reference for Colliery Managers, and for the Use of Coal-Mining 
Students preparing for First-class Certificates. By Caleb Pambly, Mining 
Engineer and Surveyor; Member of the North of England Institute of 
Mining and Mechanical Engineers ; and Member of the South Wales Insti- 
tute of Mining Engineers. With nearly 500 Plans, Diagrams, and other 
illustrations. Second Edition, Revised, with Additions. Medium 8vo, about 
700 pages. Price £i 5s. strongly bound. 

Summary of roNTENTS. 



Geology. — Search for Coal.— 
IhfiNERAL Leases and other Hold- 
ings.— Shaft Sinking.— Fitting Up 
THE Shaft and Surface Arrange - 
•MENTS.— Steam Boilers and their 
Fittings.— Timbering and Walling. 
— Narrow Work and Methods of 
Working. — Underground Convey- 
ance. — Drainage. — ^The Gases met 
with in Mines; Ventilation. — On 
the Friction of Air in Mines.— 



The Priestman Oil Engine ; Petro- 
leum and Natural Gas -Surveying 
AND Planning.— Safety Lamps and 
Fire DampDetectors.— Sundry and 
Incidental Operations and Appli 
ANCEs. — CollieryExplosions.— Mis- 
cellaneous Questions & Answers. 

Appendix: Summary of Report of 
H.M. Commissioners on Accidents 
in Mines. 



♦** Opinions of the Press. 

"** Mr. Pamely has not only given us a comprehensive reference book of a very high order, 
suitable to the requirements of mining engineers and colliery managers, but at the S'tme time has 
provided mining students with a class-book that is as interesting as it is instructive."— CoUigry 
Managtr. 

** Mr. Pamely's work is eminently suited to the purpo- e for which it is intended— being clear, 
faiteresting, exhaustive, rich in detail, and up to date, giving descriptions of the very latest 
jnachines m every department. . . . A mining engineer could scarcely go wrong who foUowed 
this work."— Co/tiery Guardian. 

" This is the most complete ' all round ' work on coal-mining published in the English 
language. ... No library of coal-mining books is complete without it."-~CoUiery Engineer 
(Scranton, Pa., U.S.A.). 

" Mr. Pamely's work is in all respects worthy of our admiration. No person in any responsible 
Iposition connected with mines should be without a copy."— tfestminster Review. 

Coal and Iran. 

THE COAL AND IRON INDUSTRIES OP THE UNITED 
KINGDOM, Comprising a Description of the Coal Fields, and of the 
Principal Seams of Coal, with Returns of their Produce and its Distribu- 
tion, and Analyses of Special Varieties. Also an Account of the occurrence 
•f Iron Ores in Veins or Seams ; Analyses of each Variety ; and a History oi 
the Rise and Progress of Pig Iron Manufacture. By Richard Meaob, Aaaistant 
Keeper of Mining Records. With Maps. 8vo, £i 8s. cloth. 
**T1m book is one which must find a place on the shelves of all interested In coal and Iran 

9«odttctioa, and in the Iron, steel, and other metallurgical industries."— i?M!^'M<«r. 

** Of this book we may unreservedly say that it is the best of its class which we have ever mat. 

... A book of reference which no one engaged in tha Iron or coal trades should omit firan his 

.library "—Iron and Coal TVndkx Review. 

iJoal Mining. 

COAL AND COAL MINING: A Rudimentary Treatise on. By 
the late Sir Warington W. Smyth. M.A., F.R.S., Ac, Chief Inspector of the 
lifines of the Crown. Seventh Edition, Revised and Enlarged. With 
numerous Illustrations, xamo, 45. cloth boards. 
^* As an outline is given of every known coal-field in this and oOiar countries, as weB as of the 

principal methods of woridag^ the book will doubdeM Interact a vary large number of readan.'— 

Mining yonmal. 

Subterraneous Surveying. 

SUBTERRANEOUS SURVEYING, Elementary and Practical 
Treatise on, with and without the Magnetic Needle. By Thomas Fen wick. 
Surveyor of Mines, and Thomas Baker, C.E. lUust. lamo, 3s. cloth boards. 

Granite Quarrying. 

GRANITES AND OUR GRANITE INDVSTRiES. By 
George F. Harris, F.G.S., Membre de la Soci6t6 Beige de G6ologie, Lec- 
turer on Economic Geology at the Birkbeck Institution, &c. With lUnstra- 
tions. Crown Bvo, 25. 6d, cloth. 

_- "—Coliiery Guardian. 

.-, „ „- „ ambject which has hitherto received 

«naccottnUbly little attention in the shape of systematic literary timxmmalL"— Scottish Leader. 
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Gold, Metallurgy of, 

THE METALLURGY OF GOLD : A Practical Treatise on the 
MeUllurgical Treatment of Gold-bearing Ores. Including the Processes of 
Concentration and Chlorination, and the Assaying. Melting, and Refining oft 
Gold. By M. Bisslbr, Mining Engineer and Metallurgical Chemist, formerly 
Assistant Assayer of the U.S. Mint, San Francisco. Third Edition, Revised 
and greatly Enlarged. With 187 Illustrations. Crown 8vo, its. 6d. cloth. 



" This t>ook thorooffhly deserres Its title of a • Practical Treatise.* The wh<de process of grold 

ji£. from the breaking of the quaru to the assay of the bullion. Is described in dear and 

orderly narrative and with much, but not too much, fulness of deiaiL''—Sa/urday Revtete. 



" The work b a stor«house of information and Taluable data, and we strongly recommend It ta 
•n professional men engaged in the gold-mining indnstry."— i/^**^ yaumaJ. 

Gold Extraction* 

THE CYANIDE PROCESS OF GOLD EXTRACTION : and 
its Practical Application on the Witwatersrand Gold Fields in South Africa^ 
by M. EissLKR. M.E., Mem. Inst. Mining and Metallurgy, Author of "The 
Metallurgy of Gold," &c. With Diagrams and Working Drawings. Large 
crown 8vo, 7s. 6d, cloth. 0*^51 published. 

" This book is just what was needed to acquaint mtnin? men with the actual working of a pro- 
cess which is not only the most popular, but is, as a general rule, the most successful for the extrac- 
tion of gold from tailmgs."— Afwim^ yourttal. 

" The work will prove invaluable to all interested in gold mining, whether metallurgists or as 
Investors."— CA*»«ta»/ News. 

Silver, MetaUurgy of. 

THE METALLURGY OF SILVER : A Practical Treatise on 
the Amalgamation, Roasting, and Lixiviation of Silver Ores. Including the 
Assaying, Melting and Refining, of Silver Bullion. By M. Eisslbr, Author 
of **The Metallurgy of Gold,'' &c. Second Edition, Enlarged. With 150 
Illustrations. Crown 8vo, los. 6d. cloth. 
" A practical treatise, and a technical work which we are convtaiced will supply a long-felt want 

amongst practical men, and at the same time be of value to students and others indirectly connected 

with tfte industries."— Af(«<>V youmal. 

" From first to last the book is thoroughly sonnd and t^VM^."— Colliery GuardiaH. 

" For chemists, practical miners, assayers, and investors alike, we do not know of any work 

on the fubfect so bandy and yet so comprebensiTe."~(;Aavv«' Herald, 

Lead, MetaUurgy of. 

THE METALLURGY OF ARGENTIFEROUS LEAD: A 
Practical Treatise on the Smelting of Silver-Lead Ores and the Refining of 
Lead Bullion. Including Reports on various Smelting Establishments and 
Descriptions of Modem Smelting Furnaces and Plants in Europe and 
America. By M. Eissler. M.E., Author of "The Metallurgy of Gold," &c» 
Crown 8vo, 400 pp., with 183 Illustrations, 125. 6d. cloth. 

" The numerous metallurgical processes, which are fully and extensively treated of, embrace 
an the stages experienced in the passage of the lead from the various natural states to its issue 
from the refinery as an article of commerce."-7>rac/tfa/ir«i^>wr. ,. . ,. 

♦• The present volume fully mamtams the reputation of the author. Those who wish to obtain 
a thorough insight into the present state of this industry cannot do better than read this volume, 
and all mining engineers cannot fail to find many useful hints and suggestions in it."— Intfusfries. 

" It is in(Wt carefully written and illustrated with capital drawings and diagrams. In fact, ft is 
the work of an expert for experts, by whom it will be prized as an indispensable text-book."— 
SriJtffl Mercury. 

Iron Mining, 

THE IRON ORES OF GREAT BRITAIN AND IRELAND : 
Their Mode of Occurrence, Age, and Origin, and the Methods of Searching 
for and Working them, with a Notice of some of the Iron Ores of Spain. 
By J. D. Kendall, F.G.S., Mining Engineer. Crown 8vo, i6s. cloth. 
•• The author has a thorough practical knowledge of his subject, and has supplemented a care- 
ful study of the available literature by unpublished information derived from his own observations. 
The result is a very useful volume which cannot fail to be of value to all interested in the iron 
faidustry of the country."— /«<f«J/nyx. ,,.... ^ . ., , . . .. 

" Mr. Kendall is a great authority on this subject and writes rom personal obserratioa.' — 

" Mr. Kendall s book is thoroughly well done. In it there are the outlines of the history of 
ore mhiing in every centre and there is everything that we want to know as to the character of the 
ores of each district, their commercial \alue and the cost of working them "—Iron aud Steti 
Trades yourttaL 
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Dynamo Management. 

THE MANAGEMENT OF DYNAMOS: A Hand} book of 
Thecry and Practice for the Use of Mechanics, Engineers, Students and 
others in Charge of Dynamo?, By G. W. Lummis Patersok. With nume- 
rous Illustrations. Crown 8vo, 3s. 6rf. cloth. [Just published. 

Electrical Engineering. 

THE ELECTRICAL ENGINEER'S POCKET-BOOK OP 

MODERN RULES, FORMULjE, TABLES, AND DATA. By H. R. 

Kempb, M.Inst.E.E., A.M.Inst.C.E., Technical Officer, Postal Telegraphs, 

Author of "A Handbook of Electrical Testing,'* &c. Second Edition, 

thoroughly Revised, with Additions. Royal 32mo, oblong, 5s. leather. 

•' There is rery little in the shape of formulae or data which the electrician is likely to want 
In a hurry which cannot be found in its psiges."— Practical Etigifuer. 

"A very useful book of reference for daily use in practical electrical engineerings and its 
various appucations to the industries of the present day "—Iron, 

" It is the best book of its Vind."— Electrical Engineer. 

"Well arranged and compact. The ' Electrical Engineer's Pocket- Book ' is a good one."— 
Electrician. [ Revitw- 

"Strongly recommended to those engaged In the various electrical industries. "—is /^c-.'ru a/ 

Electric Lighting. 

ELECTRIC LIGHT FITTING : A Handbook for Working 
Electrical Engineers, embodying Practical Notes on Installation Manage- 
ment. By John VV. Urquhart, Electrician, Author of " Electric Light." &c. 
With numerous Illustrations. Second Edition, Revised, with Additional 
Chapters. Crown 8vo, 5s. cloth. 
" This volume deals with what may be termed t>ie mechanics of electric lighting, and Is 

addressed to msn who are already engaged in the work or are training for it. The work traverses 

a gre^t deal of ground, and may be read as a sequel to the same author's useful work on ' Electric 

Light' "—Electrician. 

" This is an attempt to state in the simplest language the precautions which should be adopted 

In installing the electric light, and to g've information, Tor the guidance of those who have to run 

the plant when installed. The book is well worth the perusal of tlie workmen for whom it is 

written."— £/*f/rilf«/ Reinrw. 

" We have read this book with a good deal of pleasure. We believe that the book will be of 

use to practical workmen, who will not be alarmed by finding mathematical formulae which they 

are unable to understand."— £/frfrt«!/ Plant. 

Electric Light. 

ELECTRIC LIGHT : Its Production and Use, Embodying Plain 
Directions for the Treatment of Dynamo-Electric Machines, Batteries 
Accumulators, and Electric Lamps. Bv J. W. Urquhart, C.E., Author oi 
"Electric Light Fitting," "Electroplating," &c. Fifth Edition, carefully 
Revised, with Large Additions and 145 Illustrations. Crown 8vo, 7$. 6J. cloth. 
" The whole ground of electric lighting Is more or less covered and explained in a very clear 
and concise manner." — E U.trica I Review , 

" Contains a good deal of very interest-ng information, especially in the parts where the 
author gives dimensions and » orking costs."— Electrical Engineer. 

" A miniature vade-tnecum of the salient facts connected with the science of electric light- 
ing."— £.Vc/rtrta«. 

"You cannot for your purpose have a better book than 'Electric Light,' by Urquhart."— 
Engineer. 

*' The book is by far the best that we have yet met with on the subject."— A tMenaitm. 

Construction of Dynamos. 

DYNAMO CONSTRUCTION : A Practical Handbook for the Use 
of Engineer Constructors and Eleciricians-in-Charge. Embracing Frame- 
work Building, Field Magnet and Armature Winding and Grouping, Com- 
pounding, &c. With Examples of leading English, American, ana Conti- 
nental Dynamos and Motors. By J. W. Urquhart, Author of "Electric 
Light," " Electric Light Fitting," &c. Second Ediiir^n, Revised and En- 
1 irged. With 114 Illustrations. Crown 8vo, ys. 6d. cloth. IJust published. 
* Mr. Urquhart's book is the first one which deals with these matters in such a way that the 

eajineering student can understand them. The book is very readable, and the author leads his 

reiders up to difficult sub'.ects by reasonably simple tests."— Engineering- Rrvirw. 

" The author deals with his subject m a style so popular as to make his volume a handbook of 

great practical value to en^neer constructors and electricians in charge."- Scotsman. 

•"Dynamo ConstrucH'^n ' more than sustains the high character of the author's previous 

publications. It is sur« tc tc widely read by the large and rapidly increasing number of practica 

electricians." — G/asgo* Herald. 

" A book for which a aemand has long eiiSsX^."— Mechanical Worlds 
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A New Dictionary of Electricity. 

THE STANDARD ELECTRICAL DICTIONARY. A Popu- 
lar Dictionary of Words and Terms Used in the Practice of Electrical Engi- 
neering. Containing upwards of 3,000 Definitions. By T. O'Connor Sloans, 
A.M., Fh.D.. Auth3r of "The Arithmetic of Electricity," &c. Crown 8vo, 
6^0 pp., 350 Illustrations, 7s. 6d. cloth. C3^«s^ published, 

" The work has many attractive features in it, and is beyond doubt, a well put t<^ether and 
useful publication. The amount of gfround covered may be gathered from the fact that in the 
index about 5,000 references will be found. The inclusion of such comparatively modem words 
as ' impedence,' 'reluctance,' &c., shows that the author has desired to be up to aiate, and indeed 
there are other indications of carefulness of compilation. The work is one which does the author 
great credit and it should prove of grreat value, especially to students."— Eiectricatl Rem'ew. 
Very complete and contains a larjje amount of useful information."— /»</»x/rxVx. 
" An encyclopaedia of electrical science in the compass of a dictionary. The information 
viven is sound ana clear. The book is well printed, well iLustrated, and well up to date, and may 
M confidently rei-ommended."— J?Mf/r/«r. 

" The volume is excellently printed and illustrated, and should form |^rt of the library of 
every one who is connected with electrical matters."— /fart/ii/arr Trade joumeU, 

Electric Lighting of Ships. 

ELECTRIC SHIP.LIGHTING : A Handbook on the Practical 

Fitting and Running of Ship's Electrical Plant. For the Use of Shipowners 

and Builders, Marine Electricians, and Sea-going Engineers-in-Charge. By 

J. W. Urquhart, C.E. With 88 Illustrations. Crown 8vo, 7s W. cloth. 

" The subject of ship electric lighting is one of vast Importance in these days, and Mr. Urqu' 

hirt is to be highly complimented for placing such a valuable work at the service of the practical 

marine electrician." — 7'At Steamship. 

" Distinctly a book which of its kind stands almost alone, and for which there should be a 
dtmand."—££utriiai Review. 

Country House Electric Lighting, 

ELECTRIC LIGHT FOR COUNTRY HOUSES : A Practical 
Handbook on the Erection and Running of Small Installations, with par- 
ticulars of the Cost of Plant and Working. By J. H. Knight. Crown 8vo, 
IS. wrapper. {Just published. 

Electric Lighting. 

THE ELEMENTARY PRINCIPLES OF ELECTRIC LIGHT- 
ING, By Alan A. Campbbll Swinton, Associate I.E.E. Third Edition, 
Enlarged and Revised. With 16 Illustrations. Crown 8vo, is. 6d. cloth. 
"Anyone who desires a short and thoroughly clear exposition of the dementaiy principles of 
electriclifl^ting cannot do better than read this little woiic' —Bra^ord Obstrvr, 

Dynamic Electricity. 

THE ELEMENTS OF DYNAMIC ELECTRICITY AND 
MAGNETISM. By Philip Atkinson, A.M., Ph.D., Author of "The Ele- 
ments of Electric Lighting," &c. Cr. 8vo, with X20 Illustrations, zos, 6d. cl. 

Electric 3IotorSf &c. 

THE ELECTRIC TRANSFORMATION OF POWER and its 
Application by the Electric Motor, including Electric Railway Construction. 
By P. Atkinson, A.M., Ph.D , Author of " The Elements of Electric Light- 
ing," &c. With 96 Illustrations. Crown 8vo, 7s. 6d. cloth. 

Dynamo Construction. 

HO W TO MAKE A D YNA MO : A Practical Treatise for Amateurs, 
Containing numerous Illustrations and Detailed Instructions for Construct- 
ing a Small Dynamo, to Produce the Electric Light. By Alprbd Crofts. 
Fourth Edition, Revised and Enlarged. Crown 8vo, 25. cloth. 
"The Instructions given in this unpretentious little book are sufficiently dear and expHcH to 

enable any amateur mechanic possessed of average skill and the usual tools to be found in an 

a-nateur's workshop, to build a practical dynamo machine. "—ElectriciaH, 

Text Book of Electricity. 

THE STUDENTS TEXT-BOOK OP ELECTRICITY, By 
Henry M, Noad, F.R.S. 630 pages, with 470 Illustrations. Cheaper Edition. 
Crown 8vo, 9^. cloth. O^^t published. 

Electricity. 

A MANUAL OP ELECTRICITY: Imluding Galvanism, Mag- 

nttism, Dia-Magnetism, Electro-Dynamics, By Henrt M. Noad, Ph D., F.R.S* 
Fourth Edition (1859). 8vo, £1 4s. cloth. 
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ABOHITE OTURE, BUILD ING, eto. 

Building Construction. 

PRACTICAL BUILDING CONSTRUCTION: A Handbook 
for Students Preparine for Examinations, and a Book of Reference for 
Persons Engaged in Buildine. By JoHn P. Allen, Surveyor, Lecturer on 
Building Construction at the Durham College of Science, Newcastle. Medium 
8vo, 450 pages, with t,oco Illustrations. I2S. 6d. cloth. [^ust published. 

** This volume is one of the most complete expositions of building construction we have seen. 
It contains all that is necessary to prepare students for the various examinations in building con- 
struction."— ^«»Vi/»«^ News. 

" The author depends nearly as much on his diagrams as on his type. The pages suggest 
the hand of a man of experience in building operations— and the volume must be a blessing to 
many teachers as well as to students."— 7*A* Architect. 

" The work is sure to prove a formidable rival to great and smaU competitors alike, and bids 
fair to take a permanent place as a favourite students' text-book. The large number of illustra* 
tions deserve particular mention for the great merit thev possess for purposes of reference, in ex- 
actly corresponding to convenient scales."— 9^<7Mr. Jftst. Brit. Archts. 

The New Londqfi Building Act, 1804. 

THE LONDON BUILDING ACT, 1894; with the By-Laws 
and Regulations of the London County Council, and Introduction, Notes, 
Cases and Index. By Alex. J. David. B.A., LL.M. of the Inner Temple, 
Barrister-at-Law. Crown 8vo, 35. 6d. cloth. [Just published. 

" To all architects and district surveyors and builders, Mr. David's manual will be welcome." — 

Building Nrrvs. 

" The volume will doubtless be eagerly consulted by the buildin^j fratcniity."— ///«x/ra/^rf 

Car/e»fgr and Builder. 

Concrete. 

CONCRETE: ITS NATURE AND USES. A Book for 

Architects, Builders, Contractors, and rierks of Works. Bv Gborgb L. 

SuTCLiPFB, A.R.I.B.A. Crown 8vo, 7s. 6d. cloth. [y**st published. 

" The author treats a difficult subject in a lucid manner. The manual fills a long-felt gap. It 
«s careful and exhaustive ; equally useful as a student's guide and a architect's book of reference." 
—yournal <if Royal Instihuion. ot British Architects. 

" There is room for this new book, which will probably be for some time the standard work on 
the subject for a builder's purpose."— C/ox^^i^w Herald. 

" A thoroughly useful and comprehensive work,"— ifrt/tr* ArJtiteO. 

Mechanics for Architects. 

THE MECHANICS OF ARCHITECTURE : A Treatise on 
Applied Mechanics, especially Adapted to the Use of Architects. By E. W. 
Tarn, M.A., Author of " The Science of Building," &c. Second Edition, 
Enlarged. lUust. with 135 Diagrams. Cr. 8vo, 7s. 6d. cloth. [Just bublishtd, 
" The book is a very useful and lieloful manual of architectural mechanics, and really contains 
sufficient to enable a careful and painstaking student to grasp the principles bearing upon the ma- 
jority of buUding problems. . . . Mr. Tarn has added, by this volume, to the debt of gratitude 
-which is owing to him by architectural students for the many valuable works which he has pro- 
duced for their use."— rAe Builder. 

" The mechanics in the volume are reallv medianics, and are harmoniously wrought in with 
(the distinctive professional manner proper to the suoject. '—The Schaolmaster. 

The New Builder's JPrice Book. 1890. 

LOCKWOOD'S BUILDER'S PRICE BOOK FOR 1896. A 
Comprehensive Handbook of the Latest Prices and Data for Builders, 
Architects, Engineers, and Contractors. By Francis T. W. Miller. 800 
closely-printed pages, crown 8vo. 4s* cloth. 

" This book Is a very useful one, and should find a place in every English office connected with 
the building and engineering professions. "-/»</» j/W«j. 
" An excellent book of reference."- .<4rrtt/frf. 

" In its new and revised form this Price Book is what a work of this k<nd should be— compr»> 
JMnsive, reliable, well arranged, legible, and well boaad.'— British Architect. 

Designing Buildings. 

THE DESIGN OF BUILDINGS: Being Elementary Notes 
on the Planning, Sanitat'on and Ornamentive Formation of Structures, based 
on Modern Practice. Illustrated with Nine Folding Plates. By W. Wood- 
ley, Assistant Master, Metropolitan Drawing Classes, &c. 8vo, 6s. cloth. 

Sir Wm. Chambers's Treatise on Civil Architecture. 

THE DECORATIVE PART OF CIVIL ARCHITECTURE. 
By Sir William Chambers, F.R.S. With Portrait, Illustrations, Notes, and 
an Examination of Grecian Architecture, by Joseph Gwilt, F.S.A. Revised 
and Edited by W. H. Lbkos. 66 Plates, 4to, us. cloth. 
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ViUa Architecture. 

A HANDY BOOK OP VILLA ARCHITECTURE : Being a 
Series of Designs for Villa Residences in various Styles. With Outline 
Specifications and Estimates. By C. Wickbs, Architect, Author of " The 
Spires and Towers of England," Ac. 6x Plates, 4to, £i iis. 6d. half-morocco, 
** The whole of the destgfns bear evidence of thetr beliif the won of an artistic architect, and 
they will prove very valuable and saggestiv9."—BMiiditi£ jVtwt. 

Text-Book for Architects. 

THE ARCHITECT'S GUIDE: Being a Text-Book of Useful 
Information for Architects^ Engineers, Surv^ors^ Contractors, Clerks of 
Works, &c. &c. By Frederick Rogers, Architect. Third Edition. Crown 
8vo, 3s. &f. cloth. 

" As a text-book of useful information for architects, eneineeis, surveyors, &c., it would b« 
hard to find a handier or naore complete little volume."— Jtte«MMni^ 

Taylor and Cresy'8 Rome. 

THE ARCHITECTURAL ANTIQUITIES OP ROME. By 
the late G. L. Taylor, Esq., F.R.I. B.A., and Edward Cresv, Esq. New 
Edition, thoroughly Revised by the Rev. ALBXANdkR Taylor, M.A. (son of 
the late G. L. Taylor, Esq.), Fellow of Queen's College, Oxford, and Chap- 
lain of Gray's Inn. Large folio, with 13c Plates, £3 3s. half-bound. 
" Taylor and Cresy's work has from Its first pubRcatlon been ranked among those professional 
books which cannot be l>ettered,"— ^rcAtfft*. 

Linear JPerspective. 

ARCHITECTURAL PERSPECTIVE : The whole Course and 
Operations of the Draughtsman in Drawing a Large House in Linear Per- 
spective. Illustrated by 4^ Foldine Plates. By F.O.Ferguson. Second 
Edition, Enlarged. 8vo, js. 6d. boards. IJvst published. 

" It is the most intelligible of the treatises on this ill treated subject that 1 have met with. '— 
E. INGRESS Bell, Esq., in the R.I.B.A. Journal, 

Architectural Ihrawing. 

PRACTICAL RULES ON DRA WING, for the Operative Builder 
and Young Student in Architecture, By George Pyne. With 14 Plates, 4tO) 
75. 6d. boards. 

Vitruvius' Architecture. 

THE ARCHITECTURE of MARCUS VITRUVIUS POLLIO. 
Translated by Joseph Gwilt, F.S.A., F.R.A.S. New Edition, Revised by 
the Translator, With 23 Plates, Fcap. 8vo, 5s. cloth. 

Designing^ Measuring^ and Valuing. 

THE STUDENTS GUIDE to the PRACTICE of MEASUR- 
ING AND VALUING ARTIFJCERS' WORK. Containing Directions foi 
taking Dimensions, Abstracting the same, and bringing the Quantities into 
Bill, with Tables of Constants for Valuation of Labour, and for the Calcula- 
tion of Areas and Solidities. Originally edited by Edward Dobson, Architect. 
With Additions by E. Wyndham Tarn, M.A. Sixth Edition. With 8 Plates 
and 63 Woodcuts. Crcwn Bvo, 7s. 6d, cloth. 
" This edition will be found the most complete treatise on the principles of measuring and 
valuing artificers' work that has yet been published."— ^»t/c/(»^ News. 

JPocket Estimator and Technical Guide. 

THE POCKET TECHNICAL GUIDE, MEASURER, AND 
ESTIMATOR FOR BUILDERS AND SURVEYORS. Containing Tech. 
nical Directions for Measuring Work in all the Building Trades, Complete 
Specifications for Houses, Roads, and Drains, and an easy Method of Estimat- 
ing the parts cf a Building collectively. By A. C. Beaton. Seventh Edit» 
Waistcoat-pocket size, is. 6d. leather, gilt edges. 
" No builder, architect, siurveyor, or valuer should be without his • Beaton.' "—' BttUding Newt, 

Donaldson on Specifications. 

THE HANDBOOK OF SPECIFICATIONS: or, Practical 
Guide to the Architect, Engineer, Surveyor, and Builder, in drawing np 
Specifications and Contracts for Works and Constructions. Illustrate by 
Precedents of Buildings actually executed by erainent Architects and En- 
gineers. By Professor T. L. Donaldson, P.R.I.B.A., &c. New Edition. 
8vo. with upwards of i.ooo paere5> of Text, and gji Plates. £i us. td. doth. 
" Valuable as a record, and more valuable still as a book of precedents. . . . Suffice It to 
say that Donaldson's ' Handbook of Specifications ' must be boug^ht by all architects. ".-^^Mt^tfr. 
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Bartholomew and Rogers* Specifications. 

SPECIFICATIONS FOR PRACTICAL ARCHITECTURE. 
A Guide to the Architect, Engineer, Surveyor, and Bnildei. With an Essay 
on the Structure and Science of Modem Buildings. Upon the Basis of the 
Work by Alfred Bartholomew, thoroughly Revised, Corrected, aadgreatlv 
added to by Frederick Rogers, Architect. Third Edition, Revised, with 
Additions. With numerous lilastrations. Medium 8vo, 155. cloth. 
" The collection of specifications prepared by Mr. Rogers on the basis of Bartholomew's worh 

If too well known to need any recommendation irom us. It is one of the books with which every 

young architect most be equipped."— i4rcAtf«cr. 

Construction. 

THE SCIENCE OP BUILDING : An BUmentary Treatise on 
the Principles of Construction. By E. Wyndham Tarn, M.A„ Architect. 
Third Edition. Revised and Enlarged. With 59 Engravings. Fcap. 8vo, 4^. cir 
A very valuable book, which we strongly recommend to all students."— fwiAicr. 

House Building and Repairing, 

THE HOUSE-OWNER'S ESTIMATOR ; or. What will it Cost 
to Build, Alter, or Repair? A Price Book for Unprofessional People, as 
Well as the Arcnitectural Surveyor and Builder. By J. D. Simon. Edited by F.. 
T. W. Miller, A.R.I.B.A. Fourth Edition. Crown 8vo, 35. ^. cloth. 
" In two years it will repay tts cost a bondred times omsi."^Field^ 

Cottages and Villas. 

COUNTRY AND SUBURBAN COTTAGES AND VILLAS: 
How to Plan and Build Them. Containing 33 Plates, with Introduction, 
General Explanations, and Description of each Plate. By James W. BoGUBr 
Architect, Author of " Domestic Architecture," &c. 4to, ids. 6d. cloth. 

Building ; Civil and Ecclesiastical. 

A BOOK ON BUILDING, Civil and Ecclesiastical, including 
Church Restoration ; with the Theory of Domes and the Great Pyramid, ftc 
By Sir Edmund Beckett, Bart., LL.D.,F.R.A.S. Fcap. 8vo, 5s. cloth. 
" A book which is alwajrs amusing and nearly always Instructive."— r»>«<x. 

Sanitary Houses^ etc. 

THE SANITARY ARRANGEMENT OF DWELLING- 
HOUSES: A Handbook for Householders and Owners of Houses. By A. 
J. Wallis-Tayler, A.m. Inst. C.E. With numerous Illustrations. Crown 
8vo, 25. 6d. cloth. [3*^^t published. 

" This book will be largely read ; it will be oL considerable service to the public. It is wellJ 
arranged, easily read, emdfor the most part devoid of technical terms."— Za««^. 

Ventilation of Buildings. 

VENTILATION. A Text Book to the Practice of the Art of 
Ventilating Buildings. By W. P. Buchan, R.P. i2mo, 4s. cloth. 
" Contains a great amount of useful practical information, as thoroughly interesting as It i» 
technically reliable.'"— i?W/wA ArchiUct, 

The Art of JPlumbing. 

PLUMBING, A Text Book to the Practice of the Art or Craft of 
the Plumber. By William Paton Buchan, R.P, Sixth Edition. 4«. cloth. 
"A text*book which may be safely put in the hands of every young plumber."— ^wi/t/^r. 

Geometry for the Architect, Bngineer, etc. 

PRACTICAL GEOMETRY, for the Architect, Engineer, and 
Mechanic, Giving Rules for the Delineation and Application of various 
Geometrical Lines, Figures and Curves. By E. W. Tarn, M.A., Architect. 
8vo, 9s. cloth. 

•• No book with the same objects In view has ever been published In wWch the clearness of th* 
rules laid down and the illustrative diagrams have been so satisfactory. '—.SfcrtfmaH, 

The Science of Geometry. 

THE GEOMETRY OP COMPASSES: or. Problems Resolved 
by the mere Description of Circles, and the use of Coloured Diagrams and 
Symbols, By Oliver Byrnf. Coloured Plates. Crown 8vo, 35. bd, cloth. 
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OABPE NTBY, TIMBEB , ete. 

Vredgold*B (Jarpentry, Sevised <0 Enlarged hy T^rfK 

THE ELEMENTARY PRINCIPLES OP CARPENTRY. 
A Treatise on the Pressure and Eqaflibrimn of Timber Framing, the Resist- 
ance of Timber, and the Construction of Floors, Arches, Bridges, Roofs, 
Uniting Iron and Stone with Timber, fta To which is added an Essay 
on the Natwe and Properties of Timber, Ac, with Descriptions of the kinds 
vi Wood used in Bnildmg; also nnmerons Tables of the Scantlings of Tim- 
ber for different porposes, the Specific Gravities of Materials, Ac Bj Thomas 
TasDOOLO, C.E. With an Appendix of Specimens of Varioos Roots of Iron 



and Stone, Illostiated. Seventh Edition, tnorooghlr revised and considerably 
enlarged bjr E. Wtkdham Tasii, M.A^ Author of "The Science of Bnild- 
ing,*' &c with 6x Plates, Portrait of the Aothor, and several Woodcota. In 
One large Vol., 4to, pri«^ £i 5s. doth. 

** Oofcbt to be in emery axciiitea's and every boUer's Ibtary.'— AwOfar. 



'* A work whom monumental excePemre must commend it wherever skilfnl c enwtiy li < 
kL. Tbe author's prinoplcs are rather confirmed than tmp^nd by tiaM. Tke ndditk 
■ am of great intiinac raiae.'-^Build$t^ Ntws, 



Woodworking Machinery. 

WOODWORKING MACHINERY: Its Rise, Progress, and 
Construction. With Hints on the Management of Saw MiUsand the Economi- 
cal Conversion of Timber. Illastrated with Examples of Recent Designs by 
leading English, French, and American Engineers. By M. Powia Bai.b« 
A.M.In8t.C.B., M.I.M.E. Second Edition, Revised, with large Additions. 
Large crown 8vo, 440 pp , 9s. cloth. \Just published, 

"Mr. Bale beridently an expert on the subject and he has collected so nrocn mtormattoo tikat 

the book is aD-suAdent for builders and others engaged in ttie conversion of timber."— ^rcMttet. 
"The most comprehensive compendium of wood-worlung machinery ve have wen. The 

aothor is a thorough master of his sabitct."—BuiUifi£ Ntms. 

Saw MUls. 

SA W MILLS : Their Arrangement and Management, and the 
Economical Convei sion of Timber. (A Companion Volume to '* Woodwork- 
ing Machinery.") By M. Powis Balb. Crown 8vo, los. 6d. cloth. 
" The admtnistraHon of a large sawtag establishment Is discussed, and ttie subfect examined 
Aom a financial standpmnt. Hence the size, shape, order, and disposition of saw-mills and the 
like are gone into in detail, and the course of the tunber is traced from its reception to its delivery 
4a its converted state. We could not desire a mote complete or practical treattae."— AwtMcr. 

Nicholson's Carpentry. 

THE CARPENTER'S NEW GUIDE : or, Book of Lines for Car- 
penters ; comprising all the Elementarv Principles essential for acquiring a 
Knowledge of Carpentry. Founded on the late Pbtkr Nicholson's Standard 
Work. New Edition, Revised by A. Ashpitel, F.S.A. With Practical 
Roles on Drawinf , by 6. Pynb. with 74 Plates, 4to, £1 is. doth. 

Handrailing and Stairhuilding. 

A PRACTICAL TREATISE ON HANDRAILING : Showing 
New and Simple Methods tor Finding the Pitch of the Plank, Drawing the 
Moulds, Bevelling, Jointing-up, and Squaring the Wreath. By Gborob 
CoLLiNGS. Second Edition, Revised and Enlarged, to which is added A 
Treatise on Stairhuilding. ismo. ss. 6d. cloth limp. 

" Will be found ofpractlcal utility In the execution of this difficult branch of Joinery."— l^MiUrr. 
•' Ahnokt every difficult phase of^this somewhat intricate branch of Joinery is elucidated by the 
&ld of plates and explanatory letterpreH."— i^MrwiXwfv GoMgUt, 

Circular Work. 

CIRCULAR WORK IN CARPENTRY AND JOINERY: A 

Practical Treatise on Circular Work of Single and Double Curvature. By 
George Collinos. With Diagrams. Second Edit. i2mo, as. 6^. cloth limp. 
" An excellent example of what a book of this kind should be. Cheap in price, clear in defini- 
tion and practical in the examples selerted."~^«t/<fen 

Handrailing. 

HANDRAILING COMPLETE IN EIGHT LESSONS. On 
the Square-Cut System. By J. S. Goldthorp, Teacher of Geometry and 
Building Construction at the Halifax Mechanic's Institute. With Eight 
Plates and over 150 Practical Exercises. 4to, 3s. fd. cloth. 

" L<lcely to be of considerable %alue to joiners and ot^'ers who take a pride in good work* 
^re heartily ccmmend t to teachers and itu<XetiXg."—Ttmder Trades yourttcU. 
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Timber Merchant's Companion* 

THE TIMBER MERCHANTS AND BUILDER'S COM- 
PANION. Containing New and Copious Tables of the Reduced Weight and 
Measurement of Deals and Battens, of all sizes, from One to a Thousand 
Pieces, and the relative Price that each size bears per Lineal Foot to an] 
«ven Price per Petersburg Standard Hundred ; the Price per Cube Foot of 
Square Timber to any given Price per Load of 50 Feet ; the proportionate 
Value of Deals and Battens bv the Standard, to Square Timber by the Load 
of 50 Feet ; the readiest mode of ascertaining the Price of Scantling pef 
Lineal Foot of any size, to an^ given Figure per Cube Foot, &c. &c. By 
William Dowsing. Fourth Edition, Revised and Corrected. Cr. 8vo, s^. cf. 
•• Eveiything is as concise and clear as it can possibly be made. There can be no doubt that 

every timber merchant and builder oueht to possess \\..^—tiull Advertiser. 

" We are glad to see a fourth edition of these admirable tables, which for correctness aaA 

rimplichy of arrangement leave nothing to be desired."— 7¥mAcr TreuUx youmaU 

JPractieaZ Timber Merchant. 

THE PRACTICAL TIMBER MERCHANT, Being a Guide 
for the nse of Building Contractors, Surveyors, Builders, &c., comprising 
useful Tables for all purposes connected with the Timber Trade, Marks 0? 
Wood. Essay on the Strength of Timber, Remarks on the Growth of Timberr 
&c. By W. Richardson. Second Ediion. Fcap. 8vo, 3s. 6d. cloth. 
" This handy manual contains much valuable Information for the nse ot timber merchants* 

bidlders. foresters, and all others connected with tha growth, sale, and manufacture of timber."— 

y«urnal of Forestry. 

Packing-case Makers^ Tables for. 

PACKING-CASE TABLES ; showing the number of Super- 
ficial Feet in Boxes or Packing-Cases, from six inches square and upwards. 
By W. Richardson, Timber Broker. Third Edition. Oblong 4to, 35. M. cJ» 
"Invaluable labour-saving tables."— /fwi»«tf»«pifr. 
*' Will save much labour and calculation."— Grwor. 

Superficial Measurem^ent. 

THE TRADESMAN'S GUIDE TO SUPERFICIAL MEA^ 
SUREMENT. Tables calculated from z to 200 inches in length, by i to zo8 
inches in breadth. For the use of Architects, Surveyors, Engineers, Timber 
Merchants, Builders, &c By James Hawkings. Fourth Edition. Fcap., 
35. 6d. doth. 

*' A useful collection of tables to facilitate rapid calculation of surfaces. The exact area of anj 
•orface of which the limits have been ascertained can be instantly determined. The book will be 



found of the greatest utility to all engaged in building operations."— Sco/jmaw. 

"These tables will be found of great assistance to all who r ' ' ' 

idal measuremenL"— .^Mif/ifA MeckaMie. 



" These tables will be found of great assistance to all who require to make calculations In supee 



Forestry. 

THE ELEMENTS OF FORESTRY, Designed to afford In. 
formation concerning the Planting and Care of Forest Trees for Ornament or 
Profit, with Suggestions upon the Creation and Care of Woodlands. By F.B. 
Hough. Large crown 8vo, zos. cloth. 

Timber Im^porter's Ouide. 

THE TIMBER IMPORTER 'S. TIMBER MERCHANT'S, AND 
BUILDER'S STANDARD GUIDE, By Richard E. Grandt. Compris- 
ing an Analysis of Deal Standards, Home and Foreign, with Comparativa 
Vsuues and Tabular Arrangements for fixing Net Landed Cost on Baltic 
and North American Deals, including all intermediate Expenses, Freight, 
Insurance, &c. &c. Together with copious Information for the Retailer and 
Builder. Third Edition, Revised, zimo, ss. cloth limp. 
" Everything it pretends to be : built up gradually, it leads one from a forest to a treenail, anA 

throws in, as a makeweighti a host of material concerning bricks, columns, cistenia, lL^"—En£lisff 

Mechanic 
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DECORATIVE ARTS, etc 

Woods and Marbles (Imitation of). 

SCHOOL OF PAINTING FOR THE IMITATION OF WOODS 
AND MARBLES, as Taught and Practised by A. R. Van der Burg and P. 
Van der Burg, Directors of the Rotterdam Painting Institution. Royal folio, 
i8i by i2| in., Illustrated with 34 full-size Coloured Plates ; also 12 plaio 
Plates, comprising ZS4 Figures. Second and Cheaper Edition. Price £z iii,6d. 
List of Plates. 
E. Varfoos Tools required tor Wood Paintjng 

— & «. Walnut : Preliminary Stages of Grainingr 

•ad *Finished Specimen — 4. Tools used for 

Marble Painting: and Method of Manipulation— 
6. St. Reml Marble: Earlier Operations and 

Finished Specimen— 7. Methods of Sketching 

different Grains. Knots, Ax:.—i, 9. Ash: Pre* 
minary Stagfes and Finished Specimen — 10. 

Methods of Sketching Marble Grains— 11. za. 

Breche Marble : PreUimnary Stages of Working 

and Finished Specimen— 13. Maple: Methocu 

of Producing the different Grsuns— 14. 15. Bird's* 

ejre Maple: Preliminary Stages and Finished 

Specimen— 16. Methods of Sketching the dif* 

ferent Species of White Marble— 17. 18. Whita 



FiciE&ltcd SpedmoBr^io, Maliotiuiy; Spcclbena 
of vari?iii* CcfslFisBfld Melhod3 oJ hran[puiati{>a 
—atK it. MiJdneatijj': Earlier Siajftsffiad FlaUliedi 
Sb«iLtEaiiti— 13. 13^ 14. Sicnnm ^fuble^ V»r|.rtic| 
of CtaJci, Prcluitinary £tB,jes and Finiahed 
Sti?i;:iJiicu— j.^ b6. 37, Juni}>rr Wood J MetEiods 
of tjr4Ddi]ciii^ Grain, ic. : PrcJimiiuuy £itaK«« 
an J rcnished Specimen—^ m^ 30. Vtrt de 
Mtr Miirhte ; V*ri*tiei of Grain ancj Methods 
of Worticig UnJliilslJcd and Fintsfkcd Speci. 
men5— .^i, 3a, it. Oak l Varieil**or Grain. Toota 
Kraployc^, lEfcil ML-iHinds of AIatdptilatiaii» Pra^ 
linEUWiry SlAjfC? and Flni5.heei Spfrcinim— 34, m, 
36. WtLJsDn: MiLriiLu; Vajimits of GnhL, Iji^ 

^ .. fiaiihAd and Ftnubed Spedmem, 

Marbto: Pieliminary Stages of Process and 

"Those who desire to attain skill in the art of painting woods and marbles will find advantagv 
consuhing this book. . . . Some of the Working Men's Clubs should give their ycung men 

the opportunity to study It."— BuiAUr. 

" A comprehensive guide to the art. The explanations of die processes^ the manipulation and 

management of the colours, and the beautifullv executed plates will not be the least valuable to the 

student who aims at making his work a fiaithf ul transcript of xiaX»x^"—Buiiding News, 

Wall Paper, 

WALL PAPER DECORATION, By Arthur Seymour 
Jennings, Author of '• Practical Paper Hanging.'* With numerous Illustra- 
tions. Demy 8vo [/» preparation. 

House Hecoration. 

ELEMENTARY DECORATION, A Guide to the Simpler 
Forms of Everyday Art. Together with PRACTICAL HOUSE DECORA- 
TION. By Tames W. Facey, With numerous Illustrations. In One Vol., 
S«. strongly half- bound 

HotLse JPaintinQf Graining ^ etc. 

HOUSE PAINTING, GRAINING, MARBLING, AND SIGN 

WRITING, A Practical Manual of. By Ellis A. Davidson. Sixth Edition 
With Coloured Plates and Wood Engravings, izmo, 6s. cloth boards. 
" A mass of information, of use to the amateur and of value to the practical miux."— English 
Mechanic 

Decorators^ Receipts for, 

THE DECORATOR'S ASSISTANT: A Modern Guide to De- 
corative Artists and Amateurs, Painters, Writers, Gilders, &c. Containing 
upwards of 600 Receipts, Rules and Instructions ; with a variety of Informa- 
tion for General Work connected with every Class of Interior and Exterior 
Decorations, &c. Sixth Edition, 152 pp., crown 8vo, is. in wrapper 
" Full of receipts of value to decorators, painters, gilders, &c. The book contains the gist of 

arger treatises on colour and technical processes. It would be difficult to meet with a work so full 

of varied information on the "pdixAcs'saxt."— Building News. 

Moyr Smith on Interior Decoration, 

ORNAMENTAL INTERIORS, ANCIENT AND MODERN. 
By J. MoYR Smith. Super-royal 8vo, with 32 full-page Plates and numerous 
smaller Illustrations, handsomely bound in cloth, gilt top, price 18s. 
" The book Is well illustrated and handsomdy eot up, and contains somi true criticism and 
good many good examples of decorative treatment. —T^A/ Builder. 
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British and Foreign Marbles. 

MARBLE DECORATION and the Terminology of British and. 
Foreign Marbles, A Handbook for Students. By Gborgb H. Blagrovb, 
Author of " Shoring and its Application," &c. With 28 Illustrations. Crown 
8vo, 35. 6d. cloth. 

" This most useful and much wanted handbook should be In the hands of every architect and 
buUder."— ^Ki^tn^ IVorid, 

" A carefully and usefaUy written treatise ; the work is essentially practlcaL"— <S;atfmui» 

Marble Working, etc, 

MARBLE AND MARBLE WORKERS: A Handbook for 
Architects, Artists, Masons, and Students. By Arthur Lbb, Author of " A 
Visit to Carrara," " The Working of Marble," &c. Small crown Svo, 25. cloth, 
" A really valuable addition to the techaical literature of architects and maaooa."—BuildiHg 

DELAMOTTE'S WORKS ON ILLU MINATIO N AND ALPHABETS. 

A PRIMER OP THE ART OF ILLUMINATION, for the Use of 

Beginners : with a Rudimentary Treatise on the Art, Practical Directions for 
its Exercise, and Examples taken from Illuminated MSS., printed in Gold and 
Colours. By F. Oblamottb. New and Cheaper Edition. Small 4to, 6s. oma< 
mental boards. 
" The examples of ancient MSS. recommended to the student which, with ranch mod senses 

the author chooses from coUectiona accessible to all, are selected with {udgment and imowledsv, 

as well as t^tnm"~-^tJu*urHfHt 

ORNAMENTAL ALPHABETS, Ancient and Mediaval, from the 
Eighth Century^ with Numerals; including Gothic, Church-Text, large and 
small, German, Italian, Arabesque, Initials for Illumination, Monograms, 
Crosses, &c. &c., for the use of Architectural and Eneineering Draughtsmen 
Missal Painters, Masons, Decorative Painters, Litnographers, Eneravers 
Carvers, &c. &c. Collected and Engraved by P.Dblamottb, and pnnted in 
Colours. New and Cheaper Edition. Royal Svo, oblong, as. ^. ornamental 
boards, ^ 

" For those who Insert enameOed sentiences round glided c 



shop-doors, who letter church walls with pithy s en t ences from the Decalogfue^ this book wiU be use- 

EXAMPLES OF MODERN ALPHABETS, Plain and Ornamental; 

including German, Old English, Saxon, Italic, Perspective, Greek, Hebrew, 
Court Hand, En^ossing, Tuscan, Riband, Gothic, Rustic, and Arabesque; 
with several Original Designs, and an Analysis of the Roman and Old En^ish 
Alphabets, large and small, and Numerals, for the use of Draughtsmen, Sur- 
veyors, Masons, Decorative Painters, Lithographers, Engravers, Carvers, &c. 
Collected and Engraved by F. Delaicotte, and printed in Colours. New 
and Cheaper Edition. Royal Svo, oblong, 25. 6d. ornamental boards. 
" There Is comprised In It every possible shape into which the letters of the alphabet and 

numerals can be formed, and the talent which has been expended in the conception of the various 

plain and ornamental letters is wonderfuL"— %Sfti»^rd{. 

MEDIEVAL ALPHABETS AND INITIALS FOR ILLUMI- 
NATORS. By F. G. Delamottb. Containing 21 Plates and Illuminated 
Title, printed in Gold and- Colours. With an Introduction by I. Willis 
Brooks. Fourth and Cheaper Edition. Small 4to, 45. ornamental boards. 
" A volume In which the letters of the alphabet come forth glorified insildins andaU the colours 

9f the prism interwoven and Intertwined and intermingled."— 5Mn. 

THE EMBROIDERER'S BOOK OP DESIGN, Containing 
Initials, Emblems, Cyphers, Monoerams, Ornamental Borders, Ecclesiastical 
Devices, Mediaeval and Modern Alphabets, and National Emblems. Col- 
lected by F. Delamottb, and printed in Colours. Oblong royal Svo, is. 64. 
ornamental wrapper. 
*' The book will be of great assistance to ladles and jrotmg children who are endowed with the 

«rt of plying the needle in this most ornamental and useful pretty wotk."-~Etui Angiian Titfus. 



Wood Carving. 

INSTRUCTIONS IN WOOD-CARVING, for Amateurs; with 
Hints on Design. By A Ladt. With Ten Plates. New and Cheaper Edition. 
Crown Svo, «s. in emblematic wrapper. 

" The handicraft of the wood-carver, so well as a book can mpart it; may be ieanit fion ' A 
Lady's' publication."— yfMm<r»xw. 
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NAT URAL SCIENCE , etoi 

The Heavens and their Origin. 

THE VISIBLE UNIVERSE: Chapters on the Origin and 

Construction of the Heavens. By J. E. Gore, F.R.A.S. Illustrated by 6 

Stellar Photographs and X2 Plates. &vo, i6s. cloth. 

" A valuable and lucid summary of recent astronomical theory, rendered more valuable aad 
attractive by a series of stellar photogiaphs and other illustrations."— 7'A* Times. 

" In presentine a clear and concise account of the present state of our knowledge, Mr. Gon 
has made a valuable addition to the literature of the s\ih\ect."—Natttre. 

" As interesting as a novel, and instructive withal ; the text being made still more luminous by 
stellar photographs and other illustrations. . . . A most valuable b<x»k." — Mantfuster Examiner 

" One of the finest works on astronomical science that has recently appeared in our language. 

Leeds Mercury, 

The Constellations. 

STAR GROUPS: A Student's Guide to the Constellations, By 
J. Ellard Gore,F.R.A.S., M.R.I. A., &c., Author of" The VisibleJUniverse," 
"The Scenery of the Heavens." With 30 Maps. Small 4to, 55. cloth, silvered. 
" A knowledge of the principal constellations visible in our latitudes may be easily acquired, 
from the thirty maps and accompansring text contained in this work." — Nature. 

•• The volume contains thirty maps showing stars of the sixth magnitude— the usual naked-eye- 
limit-and each is accompanied oy a orief commentary, adapted to facilitate recognition and bring 
to notice objects of special interest. For the purpose of a preliminary survey of the ' midnight pomp ' 
of the heavens, nothing could be better than a set of delmeations averaging scarcely twenty square, 
inches in area, and including nothing that cannot at once be identified."— Ja/Mroia^ Review. 
" A very compact and handy guide to the constellations."— j4/Af»<EMm. 

Astronomical Terms. 

AN ASTRONOMICAL GLOSSARY; or, Dictionary of Terms 
used in Astronomy. With Tables of Data and Lists of Remarkable and 
Interesting Celestial Objects. By J. Ellard Gorb, F.R.A.S., Author of 
" The Visible Universe," &c. Small crown 8vo, 2s. 6d. cloth. 

" A very useful little work for beginners in astronomy, and not to be despbed by more adj 
vanced students."— 7"A* Times. 

•' Astronomers of all kinds will be glad to have it for reference."— C»ar</tan. 

The Microscope. 

THE MICROSCOPE : Its Construction and Management, in- 
cluding Technique, Photo-micrography, and the Past and Future of th« 
Microscope. By Dr. Henri van Heurck. Re-Edited and Augmented horn 
the Fourth French Edition, and Translated by Wynne E. Baxter, F.G.S* 
400 pages, with upwards of 250 Woodcuts. Imp. 8vo, 185. cloth. 
" A translation of a well-known work, at once popular and comprehensive."— 7Vm«.c. 
" The translation is as felicitious as it is accurate."— jVa/»rf. 

The Microscope. 

PHOTO-MICROGRAPHY. By Dr. H. van Heurck. ExtractecJ 
from the above Work. Royal Bvo, with Illustrations, is. sewed. " 

Astronomy. 

ASTRONOMY. By the late Rev. Robert Main, F.R.Sw 
Third Edition, Revised, by Wm. T. Lynn, B.A., F.R.A.S., lamo, 2S. cloth* 
•* A sound and simple treatise, axxd a capital t>ook for beginners."— ii^wtfw/a^e. 

JRecent and Fossil Shells. 

A MANUAL OF THE MOLLUSCA : Being a Treatise on Recent 
and Fossil Shells. By S. P. Woodward, A.L.S., F.G.S. With an Appendix 
on Recent and Fossil Conchological Discoveries, by Ralph Tate, A.L.S.r 
F.G.S. With as Plates and upwards of 300 Woodcuts. Reprint of Fourth 
Edition, 1880. Crown 8vo, 7$. 6d. cloth. 
•• A most valuable storehouse of conchological and geological information."— bScr^iMV Gossip, 

Geology and Genesis. 

THE TWIN RECORDS OP CREATION; or. Geology and 
Genesis : their Perfect Harmony and Wonderful Concord, By Gborqb W^ 
Victor le Vauz. Fcap. 8vo, 55. cloth. 
■< A valuable contribution to the evidences of Revelation, and disposes very conclusively of the 



Victor le Vauz. Fcap. 8vo, 55. cloth. 

" A valuable contribution to the evidences of Revi „ _ 

■miments of those who would set God's Works against God s Wocd. No real difficulty is shirkeA 
and no sophistry is left unexposed.'— ZA^ RocA, 



very c 
reald 



Geologp. 

RUDIMENTARY TREATISE ON GEOLOGY, PHYSICAL. 
AND HISTORICAL. With especial reference to the British series of 
Rocks. By R. Tate, F.G.S. With 250 Illustrations. i2mo, 5s. cloth boards 
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DR. LARDNER'8 COURSE OF NATURAL PHILOSOPHY. 



HANDBOOK OP MECHANICS. Re-written and Enlarged by 
B. LoBWT. F.R.A.S. Post 8to, 6s. cloth. 
"Mr. Loewy hai cmnMtf revised tb* book, and brouKfat it np to modoni reqoimMBts.''^ 

HANDBOOK OP HYDROSTATICS S* PNEUMATICS. Enlarged 

by B. LoBWY, P.R.A.S. Post 8vo, 5s. cloth. 

"For those 'who desire to attain an accnrate ImowledBe of physica! science withont the pie* 
found fflrtliods of matlieinatical investigation. ' this worlc is well adapted."— CA«mica/ News, 

HANDBOOK OP HEAT. Edited and almost entirely Re-written 

by Bbnjauxm Lobwt, P.R.A.S., &c. Post 8to. 6s. cloth. 

"The style is always dear and predsob and conveys instruction without leavlnc any cloudlneM 
or lurking doubts htib!tD&."—Efiginitt'^ntr. 

HANDBOOK OP OPTICS. By Dr. Lardnbr. Edited by T. O. 
HardimGi B.A. Post 8vo, 5s. cloth. 
" Written by an able scientific writer and beautifully illustrated."— itf(fcAanf<'j Magaxirit, 

HANDBOOK OP ELECTRICITY AND MAGNETISM. By Dr. 

Lardnbr. Edited by G. C. Foster, B.A. Post 8vo, 5s. cloth. 

** The book could not have been entrusted to anyone better calculated to preserve the terse and 
lucid style of Iju&dkx."— Popular ScUnct Rtview. 

HANDBOOK OF ASTRONOMY. By Dr. Lardnbr. Fourth 

Edition by E. Dunkin, F.R.A.S. Post 8vo, gs. 6d. cloth. 

" nrobably no odier book contains tlie same amount of information in so compendious and weO- 
arranged a fonn— certainly none at the price at which this is offered to the puhlic."—AtMeHaurH, 

"We can do no other than pronounce tliis woric a most valtiable manual of astronomy, and we 
stroQglT recommend it toaU who wish to acquire a general— but at the same time correct— «cquaiat> 
ance with this sublime sdeoot,"—Quarttrfy youmal qf Science. 



DR. LARDNER'S MUSEUM OF SCIENCE AND ART. 



THE MUSEUM OP SCIENCE AND ART. Edited by 
Dr. Lardnbr. With upwards of 1,300 Engravings on Wood. In 6 Double 
Volumes, £1 is, in a new and elegant cloth oinding ; or handsomely bound In 
half-morocco, 31s. 6d. 



" A cheap and interesting pnblicatic 
•objects of importance and great sciei 
popular style of treatment."— i^dte/^r. 



t, alike Informing and attractive. The papeis combine 
ific Icnowledge, considerable inductive powetSi and a 
SpecUUor, 
The 'Museum of Sdence and Art' is the most vahuible contribaUon that has ever been 
flude to the Scientific Instruction ol every class of sodety."— Sir David Brbwstbs, la the 
Nerth British Review. 



* Separate books fomud from the above, fully Illustrated, suitable for 
Workmen's Librattt^, Science Classes, etc. 



Oammon Things BSaeplained, 
The Mieroaeope. 25. cloth. 
Papular ideology. «. 6d. cloth. 
VapuUur BhysiM. 25. 6d. cloth. 



Steam and its Usee, ts. cloth. 
PopuUsr Aetranotny. 45.6<l.cloth. 
The Bee and White Ante. 2s. cloth. 
The meetrie Telegraph, is. 



Dr. Lardner's School Handbooks. 

NATURAL PHILOSOPHY FOR SCHOOLS. Fcap. 8vo. y. td 

VAvery convenient class-book for Junior students in private schools."— VrMrJk QutiHerfy 

ANIMAL PHYSIOLOGY POR SCHOOLS. Fcap. 8vo, 35. 6d. 

"Clearly written, well arranged, and excellently illustrated."— CtMttoMr'i CkntM^h. 

THE ELECTRIC TELEGRAPH, By Dr. Lardner. Re- 

▼ised by E. B. Briqht, P.R.A.S. Fcap. 8vo, 25. 6d. cloth. 
** One of the most readable books extant on the Electric Telegrapli."— fini^/if A Mechanic, 



S4 CROSBY LOCKWOQD <» SON'S CATALOGUE, 
OHBMIOAL MA NUFACTURES , OHBMISTRyT^ 

Chemistry far Engineers, etc. 

ENGINEERING CHEMISTRY: A Practical Treatise for the 
Use of Analytical Chemists, Eneineers. Iron Masters, Iron Fonnden, 
Stadents, and others. Comprisine Methods of Analysis and Valuation of the 
Principal Materials used in Engineering Work, with numerous Analyses, 
Examples, and Suggestions. By H. Joshua Phillips, F.I.C, P.C.S. 
facmerly Analytical and Consulting Chemist to the Great Eastern Railway. 
Second Edition, Revised and Enlarged. Crown 8vo, 400 pp., with Illustra* 
tions, xos. 6d. cloth. [Just published, 

*• In this work the author has rendered no small service to a numerous body of practical men. 

I . . The analytical methods may be pronounced most satisfactory, being as accurate as the 

dtspatch required of engineerinflr chemists permits."— CA«mua/ J^ews. 

•• The book will be very useful to those who require a handy and concise resume of approved 

nethods of analysing and Yalulng metals, oils, fuels, dec. It is, in fact, a work for chemists, a solde 

to the routine of the engineering laboratory. . . . The book is full of good things. Asaauul> 

book of technical analysis, it is very welcome."— ^MiU^. 

" The analytical methods given are, as a whole, such as are likely to give rapid and tmst* 

worthy results m experienced hands. There is much excellent descriptive matter in the work, the 

chapter on * Oils and Lubrication ' being specially noticeable in this respect."— ^m^mmt. 

Explosives and Dangerous Goods. 

DANGERO US GOODS : Their Sources and Properties, Modes 
of Storage, and Transport. With Notes and Comments on Accidents aris- 
ing therefrom, together with the Guvernment and Railway Classifications, 
Acts of Parliament, &c. A Guide for the use of Government and Railway 
Officials, Steamship Owners, Insurance Companies and Manufacturers and 
users of Explosives and Dangerous Goods. By H. Joshua Phillips, F.I.C, 
F.C.S., Author of " Engineering Chemistry, &c." Crown 8vo, 350 pp., gs. 
cloth. IJust ready, 

AUcali Trade, Manufacture of Sulphuric Add, etc. 

A MANUAL OP THE ALKALI TRADE, including the 

Manufacture of Sulphuric Acid, Sulphate of Sloda, and Bleaching Powder. 

By John Louas, Alkali Manufacturer, Newcastie-upon-Tvne and London. 

Witn 33a Illustrations and Working Drawings, and containing 390 pages of 

Text. Second Edition, with Additions. Super-royal 8vo, ^^i los. cloth. 

•This book is written by a manufiurturer for manufiBtcturers. The working details of the num. 

appioved forms of apparatus are given, and tiiese are accompanied by no les than asa wood aa> 

mvingB, aU of which may be used for the purpoees of construction. Every step in the manu- 

la^ure is very fully described in this manual, and each Improvement explained."^ A thtnaum. 

The BUywpipe. 

THE BLOWPIPE IN CHEMISTRY, MINERALOGY, AND 

GEOLOGY. Containing all known Methods of Anhydrous Analysis, many 
Working Examples, and Instructions for Making Apparatus. By Lient.- 
Colonel W.A. Ross, R.A.,F.G.S. With no Illustrations. Second EditioQ, 
Revised and Enlarged. Crown 8vo, 55. cloth. 



"The student who goes through the course of experimentation here fadd down will gala 
a better insght into inorganic chemistry and mineralogy than if he had 'got up' any of tlie Eart 
text-books, and passed any number of examinations in their contents."— CA<M^to/W(Mtf. 



Oofnmercial Chemical Analysis* 

THE COMMERCIAL HANDBOOK OP CHEMICAL ANA^ 
LYSIS; or, Practical Instructions for the determination of the Intrinsic or 
Commercial Value of Substances used in Manufactures, in Trades, and in 
the Arts. By A. Normandy. New Edition, by H.M. Noai>,F.R.S. Crown 
8vo, las. 6d. cloth. 

•• We strongly recommend this book to our readers as a guide, alike indispensable to the 
ousewife as to the pharmaceuUcal practitioner."— Jlffc/tira/ Times. 

DyC'Wares and Colour s. 

THE MANUAL OP COLOURS AND ' DYE-WARES : Their 
Properties, Applications. Valuations, Impurities, and Sophistications. For the 
use of Dyers. Printers, Drysalters, Brokers, &c. By J. W. Slatbr. Second 
Edition, Revised and greatly Enlarged. Crown 8vo, 7s. 6d. cloth. 
"A complete encyclopaedia of the materia Hnetoria. The hiformation given temecUng « 

BiUde is full and precise, and tiw methods of determining their vahxe are given wtth clean 

and are practical as well as ynixmtikb:'~ChemisHtHdDmgeist, 
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Modem Brewing and Malting. 

A HANDYBOOK FOR BREWERS: Being a Practical Guide 

to the Art of Brewing and Malting. Embracing the Conclusions of Modem 

Research which bear upon the Practice of Brewing. By Hbrbbrt Edwards 

Wright, M.A. Crown 8vo, 530 pp., las. 6d, cloth. 

" May be consulted with advantage dv the student who b preparingr hfanself for «>-r»inin«ti^Mm i 
tests, whue the scientific brewer will find m it a resume of all the most important discoveries of 
modem times. The work Is written throughout in a clear and concise manner, and the author takes 
great care to discriminate between vague theories and well-established fdxXs,"— Brewers' VourfuU, 

"We have great pleasure hi recommending this handybook, and have no hesitation la 
laying that it is one of the best— if not the best— which has yet been written on the sul^ect of 
beer^brewhig in this country, and it should have a place on the snelves of every brewer's library." 
•^Tlie Brewer's Guardian, 

" Although the requirements of the student are primarily considered, an acquaintance of half- 
•B-hour's duration cannot fail to impress the practical brewer with Uie sense of having found a 
trustworthy guide and practical counsellor in brewery matters."— CA««»&a/ Trade yourmO. 

Analysis and Valuation of Fuels* 

FUELS: SOLID, LIQUID, AND GASEOUS, Their Analysis 
and Valuation. For the Use of Chemists and Engineers. By H. J. Phillips, 
P.C.S., formerly Analytical and Consulting Chemist to the Great Eastern 
Railway. Second Edition, Revised and Enlarged. Crown 8vo, 5s. cloth. 

M Ought to have its place hi the laboratory of every metallurgical establishment, and wherevw 
tMl b used on a large scale."— CA<m<c»/ News, 

•• Cannot fail to be of wide interest, eqwdally at the present time."— Jectitwy News, 

Bigments. 

THE ARTIST'S MANUAL OF PIGMENTS. Showing 
their Composition, Conditions of Permanency, Non- Permanency, and Adul- 
terations ; Sfiects in Combination with Each Other and with Vehicles i and 
the most Reliable Tests of Purity Together with the Science and Art 
Department's Examination Questions on Painting. By H. C. Stamdaqb. 
Second Edition. Crown 8vo, as. 6d. cloth. 

" Thb work b indeed muUum-iM-^rtw, and we can, with good conscience, recommend It to 
all who come in contact with pigments, whether as makers, dealers or users."— CA«m^h>/ Xeviem, 

Ga/uging. Tables and Rules for Revenue OfflcerSf 

A POCKET BOOK OF MENSURATION AND GAUGING : 
Containing Tables, Rules and Memoranda for Revenue Officers, Brewers, 
Spirit Merchants, &c. By J. B. Mant (Inland Revenue). Second Edition, 
Revised. x8mo, 4s. leather. 

*• Thb handy and usefail book b adapted to the requirements of the Inland Rerenne Depwr^ 
■mt. and will be a fovourite book of reference."— CtfWAim. 

" Should b^ la the hands of every practical brewer."— ^Mrwcrx* yeumai. 



INDUSTRIAL ART S, TRADES, AND MANUFACTURES. 

Cotton Spinning. 

COTTON MANUFACTURE : A Manual of Practical Instruc- 
tion in the Processes of Opening, Carding, Combing, Drawing, Doubling 
and Spinning of Cotton, the Methods of Dyeing, &c. For the Use of Opera- 
tives, Overlookers and Manufacturers. By John Listbr, Technical In- 
structor, Pendleton. 8vo, 7S. 64. cloth. [Jitst published, 
"This invaluable volume is a distinct advance in the literature of cotton manufacture."— 
Machinery, 

" It is thoroughly reliable, fulfilling nearly all the requirements deaxed."—Glas£<no Herald, 

JFiour Manufacture, Milling , ete. 

FLOUR MANUFACTURE: A Treatise on Milling Science 

and Practice. By Fribdricb Kick, Imperial Regierungsrath, Professor of 

Mechanical Technology in the Imperial German Polytechnic Institute. 

Prague. Translated from the Second Enlarged and Revised Edition with 

Supplement. By H. H. P. Powlbs^ A.-M.InstC.E. Nearly 400 pp. liius- 

trated with 38 Folding Plates, and 107 Woodcuts. Royal 8vo, sss. cloth. 

•• This vahiable work Is, and win remain, the standard authority on the science of milling. . . 

The miller who has read and digested this work will have laid the foundation, so to speak, of a sac 

casifiil career ; he will have acquired a number of general principles which he can proceed to 

apply. In this handsome volume we at last have the accepted tei^-book of modem milling In good, 

ioand English, which has little. If any, trace of the German idiom.^'— rA« Miller. 

** The appearance of this celebrated work In English is very opportune, and British millers 
wm, we are sue. not be stow in availing themselves of its pages. —ir«!£E(rf' GeuutU, 
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Agglutinant8. 

CEMENTS, PASTES, GLUES AND GUMS: A Practical 
Guide to the Manu&ctare and Application of the various Agglntinants re- 

guired in the Building, Metal- Working, Wood-Working and Leatlier-Werk- 
ig Trades, and for Workshop, Laboratory or Office Use. With upwards of 
900 Recipes and Formulas. By H. C. Standagb, Chemist. Crown 8vo, 
9S. 6d, cloth. {Just published, 

*' We have pleasure in speakingr favourably of this voluniA. So far as we have had experiencab 
which is not inconsiderable, this manual is trustworthy."— ^/A^mrMm. 

" As a revelation of what are considered trade secrets, this book will arouse an amount of 
ciulosity among the larm number of industries it touches."— Z7a<^ Chronicle. 

" In this goodly collection of receipts it would be strange if a cement for any purpose cannot 
be foand."— Oil and Colourtnan's youmoL 

Soap'-fnaking* 

THE ART OF SOAP-MAKING : A Practical Handbook of tki 
Mtmitfactur* of Hard and Soft Soaps, Toilet Soaps, etc, Inclnding many New 
Processes, and a Ciiapter on the Recovery of Givcerine from Waste Leys. 
By Alszamdbr Watt. Fourth lUlition. Enlarged. Crown 8vo, ys, 6d. doth. 
"Th« work wOl prov* Tory tueftal. not merely to the tec hn o to glcal student, but to the piactlcd 

ioap-boOer who wishes to understand the theory of his axt."—CMemicai Nrws. 

" A thoroughly practical treatise on an art which has ahnost no Utetatnve in our language. 

We coDgratulata the anther on the socceM of Us endeavour tolill a void in Enfl^lsb tectantcarilten- 

tnre."— ATtfAirv. 



Paper Making, 

PRACTICAL PAPER-MAKING: A Manual for Paper-makers 
and Owners and Managers of Paper- Mills. With Tables, Calculations, &c. 
Bv G. Clapperton, Paper-maker. With Illustrations of Fibres from Micro- 
Pnotographs. Crown 8 vo, ^s. cloth. [Just published. 

" Tbe author caters for the reqmrements of responsible mill hands, apprentices, &c., whUat 
Us manual will be found of great service to students of technology, as well as to veteran paper 
makers and mill owners. The illustrations form an excellent feature."— /Vs^r Trade Review. 

" We recommend everybody interested in the trade to get a copy of this thoroughhr practical 
\)otik.»-Paper Maiting. '"• ^ »' 

'Paper Making. 

THE ART OP PAPER MAKING : A Practical Handbook oftkc 
Manufacture of Paper from Ra^, Esparto, Straw, and other Fibrous Materials, 
Including the Manufacture of Pulp from Wood Fibre, with a Description of 
the Machinery and Appliances used. To which are added Details of 
Processes for Recovering Soda from Waste Liquors. By Albxandbr Watt, 
Author of " The Art of Soap-Making" With Illusts. Crown 8vo. ys. 6d, cloth. 
" It may be regarded as the standard work on the subject The book Is fiill of valuable in* 
formation. The ' Art of Paper-making,' is in every respect a model of a text-book, either for a 
tedmical dass or for the private student."— Ar/rr aim/ Priming' Trades journal. 

Leather Manufacture, 

THE ART OP LEATHER MANUFACTURE. Being a 
Practical Handbook, in which the Operations of Tanning, Currying, and 
Leather Dressing are fully Described, and the Principles of Tanning Ex- 
plained, and many Recent Processes Introduced ; as also the Metho<u for 
the Estimation of Tannin, and a Description of the Arts of Glue Boiling. Gnt 
Dressing, &o. By Alszandbr Watt, Author of " Soap-Making/*^ fto. 
Second Edition. Crown 8vo, 9s. cloth. 

" A sound, comprehensive treatise on tanning and Its accessories. It is an eminently ralnable 
production, which redounds to the credit of both autiior and publishen.*— CA«Mrfca/ lUvUm, 

Boot and Shoe Making, 

THE ART OF BOOT AND SHOE-MAKING. A Practical 
Handbook, including Measurement, Last-Fitting, Cutting-Out, Closing, and 
Making, with a Description of the most approved Machinery employed. 
By John B. Lsno, late Editor of St. Crispin, and The Boot and Shoe-Maker. 
iimo, as. cloth limp. 
" This excellent treatise Is by far the best work ever written. The chapter on cflding. 
which shows how waste may be prevented. wiU save fifty times the price of the book." 

SuMtA Lemtker Trvder, 

Wood Engraving, 

WOOD ENGRAVING: A Practical and Easy Introduction to tk§ 
Study of the Art. By William Normam Brown. Second Edition. With 
numerous Illustrations, ismo, n. 6d. cloth limp. 

*• The book Is dear and complete, and will be useAil to anyone wantfaig to nnderstud the first 
s of the beautiful art of wood engraving. "•—Cr»^M«. 
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Watch Adjustinq. 

THE WATCH ADJUSTER'S MANUAL: A Practical Guide 
for the Watch and Chronometer Adjuster in Making, Springing, Timing 
and Adjusting for Isochronism, Positions and Temperatures. By C. E. 
Fritts. 370 pages, with Illustrations, 8vo, 16s, cloth. [Just published. 

Horology, 

A TREATISE ON MODERN HOROLOGY, in Theory and Prac- 
tice, Translated from the French of Claudius Saunibr, ex-Director of the 
School of Horology at Ma9on, by Julibm Trippum, F.R.A.Sm Besancon 
Watch Manufacturer, and Edward Rigg, M.A., Assayer in the Royal Mint. 
With 78 Woodcuts and 02 Coloured Copper Plates. Second Edition. Snpei^ 



royal 8vo, £% as. cloth ; £1 xos. half-csdt. 
** There is no horoloelcal work In the English language at all to be compared to this pffodac> 
Hob of M. Saunler's for deamess and completeness. It is alike good as a guide for the student and 



_M a reference for the experienced horologist and skilled yn»AjDaxL''—'HcroUgicai ycumal, 

" The latest, the most complete, and the most reliable of those literary productkins to which 
continen t al watchmakers are indd[>ted for the mechanical superiority over their English brethren 
-infiurt, the Book of Books, is M. Saunler's •Treatise.'"-^«ft*iMa><r. yeweUtrattdSUvtrmUth, 

Watchfndking. 

THE WATCHMAKER'S HANDBOOK. Intended as a Work- 
shop Companion for those engaged in Watchmaking and the Allied Mechani- 
cal Arts. Translated from the French of Claudius Saunibr, and considera- 
ably enlarged by Juliem Tripplim, P.R.A.S.» Vice-President of the 
Horological Institute, and Edward Rigg, M.A., Assayer in the Royal Mint. 
With numerous Woodcuts and 14 Copper Plates. Third Edition. Crown 
Bvo, 9s. cloth. 

** Each part Is truly a treatise in Itsdf. The arrangement Is good and the language Is clear and 
ncbe. It Is an admirable guide for the young watcmnaker."— fMf^errCn^. 
" It Is Impossible to speak too highly of its excellence. It fulfils every requirement in a hand. 
book intended for the use ol a workman. Should be found in every work<shop.'*—fraiieA and 



This book contains an immense number of pracdcal details bearing on the dally occupation 
of a watchmaker."— Jf^o/fAmavfe^ and Mtiahuorktr (Chicago). 

Watches and Timekeepers. 

A HISTORY OF WATCHES AND OTHER TIMEKEEPERS, 

By Tames F. Kendal, M.B.H.Inst. is. 6d. boards ; or 25. 6d, cloth gilt. 

** Mr. Kendal's book, for Its size, is the best which has yet appeared on this subject in the 
Pfigikh language."— /fuiKx/yiKr. 

" Open the book where you may, there is interesting matter in it concerning the ingenkms 
devices ci the ancient or modem horologer. The subject is treated in a liberal and entertaining 
spirit, as might be expected of a historian who is a master of the cnfL"— Saturday Review. 

Electrolysis of Oold, Silver, Copper, etc. 

ELECTRO-DEPOSITION : A Practical Treatise on the Electrolysis 
of Gold. Silver t Copper , Nickel, and other Metals and Allocs. With descrip- 
tions ot Voltaic Batteries, Magneto and Dynamo-Electnc Machines, Ther- 
mopiles, and of the Materials and' Processes used in every Department of 
the Art, and several Chapters on Electro-Metallurgy. By Alexander 
Watt, Author of " Electro- Metallurgy," &c. Third EdiUon,Revised. Crown 
8vo, 99. cloth. 

"Eminently a book for the practical worker In electro-depodtlon. It contains pnctical 
descriptions of methods, processes and materials as actually pursued and used in the workshop." 

MilectrO'MetaUurgy. 

ELECTRO-METALLURGY; Practically Treated. By Alexander 
Watt, Author of ** Electro-Deposition,** &c Tenth Edition, including the 
most recent Processes, itmo, as. cloth boards. 

"From this book both amateur and artisan may learn •verytfafaic necenaty for the soccessfu 
l^tosecutkw of electroplating.*'— /rwt. 

Working in Gold. 

THE JEWELLER'S ASSISTANT IN THE ART OF WORK- 
ING IN GOLD : A Practical Treatise for Masters and Workmen, Compiled 
from the Experience of Thirt}^ Years' Workshop Practice. By George E. 
Gee, Author of " The Goldsmith's Handbook," &c. Or. 8vo, ys. 6d. cloth. 
•* This manual of tecfaidcal education is apparently destined to be a valuable auxlliavy to a 
handicraft which is certainly capable of great improvement."- TA^ Timei. 

" Very useful in the workshop, as the knowledge is practical* having been acquired by long 
^ and an the ledpet and directk>n« are guaranteed to tie suo MMfu L"— ynwriifcr mm 
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Electroplating. 

ELECTROPLATING: A Practical Handbook on the Deposi. 
tion of Copper, Silver, Nickel, Gold, Alnmininm, Brass, Platinum, &c. &C. 
With Descriptions of the Chemicals, Materials, Batteries, and Dirnamo 
Machines used in the Art. By J. W. Urquhart, C.B., Author of " Blectrio 
Light,'* Ac. Third Edition, with Additions. Crown 8vo. is. cloth. 
** An excellsnt pnu:tical maxuaaL"— Engineering. 
** An Mcdlent work, giving the newest infonnadoQ."— Ar«r»/«r<es/ youmoL 

MUectrotyping. 

ELECTROTYPING : The Reproduction and MuUipiication of Print- 
img Surfaces and Works of Art by the Electro-deposition of Metals, By J. W. 
Urquhakt, C.B. Crown 8vo, 5s. eloth. 
"The book is thoroughly pnctlcaL The reader is, tfaerafora. condnctad ttaroogli tbe teadins 

laws of electricity, then through the metals used by electrotypers. the appantns, andthe deposltliig 

pfooasws, up to the final preparation of tbe work."— ^rt JoHmal, 

Goldsmiths' Work. 

THE GOLDSMITWS HANDBOOK. By Georgb E. Gee, 
Jeweller, &c. Third Edition, considerably Enlarged. lamo, 3*. M. el. bdi. 
''^A good, sound educator, which will be accepted as an ma!Oio*iXY"-'JIcrolo£iaU journal. 

SHversnUtha' Work. 

THE SILVERSMITH'S HANDBOOK, By George E. Gee, 
Jeweller, &c. Second Edition, Revised, xamo, 3s. 6d. cloth. 
*' The chief merit of the work is its practical character. . . The woclEeis in the tnde will 
speed ily discovar its merits when they sit down to study it"— JTivMr A MeeMoMic. 
\* The above two works together^ strongly halfbouud, price 7s. 

Sheet Metal Working* 

THE SHEET METAL WORKER'S INSTRUCTOR: For 
Zinc, Sheet Iron, Copper, and Tin Plate Workers. Containing Rules for 
describing tbe Patterns required in the Different Branches of the Trade. 
By R. H. Warn, Tin Plate Worker. With Thirty-two Plates. 8vo,7«. W. d. 

Bread and Biscuit Baking. 

THE BREAD AND BISCUIT BAKER'S AND SUGAR^ 
BOILER'S ASSISTANT. Including a large variety of Modem Recipes. 
Bt Robert Wells, Practical Baker. Crown 8vo, u, cloth. 
** A large number of wrinkles for the ordhiary cook, as well as the btkm."—Saturdt^ RevUm, 

{Jonfectionery for Hotels and Bestaura/nts. 

THE PASTRYCOOK AND CONFECTIONER'S GUIDE. 
For Hotels, Restaurants and the Trade in general, adapted also for Family 
Use. By Robert Wells. Crown 8vo, u. cloth. 
•• We cannot speak too hi^My of this really excellent work. In these days of keen co mp e tlt ioa 
oat leaders cannot do better Qian purchase tiiis book."— .ffa4«r«' Times, 

Ornamental Confectionery. 

ORNAMENTAL CONFECTIONERY : A Guide for Bakers, 
Confectioners and Pastrycooks; includine a varietv of Modern Recipes, and 
Remarks on Decorative and Coloured Work. With 119 Original Designs. 
By Robert Wells. Crown Bvo, cloth gilt, 5s. 

" A valuable work, practical, and should be in the nands of every baker and confectioner. The 
matfBtive designs are alone worth treble the amount charged for the whole work."— ABAerr* Times, 

Flour Confectionery. 

THE MODERN FLOUR CONFECTIONER. Wholesale and 
Retail. Containing a large Collection of Recipes for Cheap Cakes, Biscuits, 
ftc. With Remarks on the Ingredients used in their Manufiiictare. By 
R. Wells. Crown 8vo, 35. cloth. 
•• The work is of a decidedly practical character, and In ereiy tec^ segard is had to 
eal woridng."— iV^r/A British Daify Mail, 

Laundry Work. 

LA UN DRY MANAGEMENT, A Handbook for Use in Private 

and Public Laundries, Including Descriptive Accounts of Modern Machinery 
and Appliances for Laundry Work. By the Editor of "The Laundry 
Journal.^' Second Edition. Crown 8vo, ss. &/. cloth. 
_.. ••This book should certainly occupy an honoured place on the shelves of all housekeepers 
wlio wish to keep themselves au entrant of the newest appliances and methods."- T^A^ Queetu 
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HANDYBOOKS FOR HANDICRAFTS. 

By PAUL N. HASLUCK, 

Editor of "Work" (New Series); Author of "Lathbwork," "Millimq 
Machines," &o. 
Crown 8vc, 144 pages, cloth, price is. each. 
tS' rA«<HANDYBooKS huve been written to supply information for Workmen, 
Students, and Amateurs in the several Handicrafts, on the actual Practice of 
the Workshop, and are intended to convey in platn language Technical Know- 
ledge of the several Crafts. In describing the processes employed, and themanipu- 
lotion of material^ workshop terms are used; workshop practice is fully explained: 
and the text is freely illustrated with drawings of modem tools, appliances, ana 
Processes, 

THE METAL TURNER'S HANDYBOOK. A Practical Manual 
for Workers at the Foot-Lathe. With over 100 Illustrations. Price is. 
" The book will be of service alike to the amateur and the artisan turner. It displays thorongh 
' knowledge of the sah}ect."— Scotsman. 

THE WOOD TURNER'S HANDYBOOK. A Practical Manual 
for Workers al the Lathe. With over 100 Illustrations. Price is. 
*'We recomnvand the book to young turners and amateurs. A multitude of workmen have 

hitherto sought in rain for a manual of this special \sidveXxy."'~Meckaniail IVbrld, 

THE WATCH JOBBER'S HANDYBOOK. A Practical Manual 
on Cleaning, Repairing, and Adjusting, With upwards of 100 Illustrations. 
Price is. 
** We strongly advise all young persons connected with the watch trade to acquire and stndy 

Ihb inexpensive yrotk."'^ler*€nveU ChronicU, 

THE PATTERN MAKER'S HANDYBOOK, A Practical 
Manual on the Construction of Patterns for Founders. With upwards of 
xoo Illustrations. Price ts. 
** A most valuable, if not indispensable, manual for the pattern maSatt.'*— Knowledge. 

THE MECHANICS WORKSHOP HANDYBOOK. A Practical 
Manual on Mechanical Manipulation. Embracing Information on various 
Handicraft Processes, with Useful Notes and Miscellaneous Memorandat 
Comprising about 200 Subjects. Price is. 

** A very clever and useful book, wtiica should be found in every workshop ; and it should 
certainly find a place in all technical schools." —Saturday Review. 

THE MODEL ENGINEER'S HANDYBOOK. A Practical 
Manual on the Construction of Model Steam Engines. With upwards of xoo 
illustrations. Price is. 
*' Mr. Hasluck has produced a rBry good little \iook."—BMiUer. 

THE CLOCK JOBBER'S HANDYBOOK. A Practical Manual 
on Cleaning, Repairing, and Adjusting. With upwards of 100 Illustrations. 
Price is. 
** It is of inestimable service to those commencing the tr»d9."—CevtHtty Standard. 

THE CABINET WORKER'S HANDYBOOK: A Practical 
Manual on the Tools, Materials, Appliances, and Processes employed in 
Cabinet Work. With upwards of too Illustrations. Price is. 
** Mr. Hasluck's thoroughgoing little Handybook is amongst the most practical guides we have 

•een for beginners in cabinet-worl^"— Jia/wmEs^ Review. 

THE WOODWORKER'S HANDYBOOK OF MANUAL IN- 
STRUCTION, Embracing Information on the Tools, Materials, Appliances 
and Processes employed in Woodworking. With 104 Illustrations. Price is 

[Just publithta* 

THE METALWORKER'S HANDYBOOK. With upwards of 100 
Illustrations. [/» preparation* 

%* Opinions of the Press. 

" Written by a man who knows, not onW how work ought to be done, but how to do it, and 
how to com ey his knowledge to 0^it&."—£fi£rineering^. 

" Mr. Hasluck writes admirably, and gives complete instructions."— £»^n«<r. 

" Mr. Hasluck combmes the experience of a practical teacher with the manipulative skill and 
scientific knowledge of processes of the trained mechanician, and the manuals are marvels of 
what can be produced at a popular ^nci6:'—Schcolmaster. 

" Hdpful to workmen of all ages and dMgnts of experience."— Z>ai(y Chroniete, 

'* Practical, sensible, and remarkably c\Mai^."~-you*nat q^ BdttMttiOH. 

** Coadse. clear and practicaL"— S(i/!wn/ajf Review. 
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COMMERCE, COUN TING-HOUSE WOR K, TABLES, etc 

Cofntnerciiil French. 

A NEW BOOK OF COMMERCIAL FRENCH: Grammar— 
Vocabulary — Correspondence — Commercial Documents — GcogrM>hy — 
Arithmetic— Lexicon. By P. CARROui, Professor in the City High School 
J.— B. Say (Paris). Crown 8vo, 4s. W. cloth. \Just puhlUhed 

Commercial Education, 

LESSONS IN COMMERCE. By Professor R. Gambaro. of 

the Royal High Commercial School at Genoa. Edited and Revised by Jambs 

Gault, Professor of Commerce and Commercial Law in King's College, 

London. Second Edition, Revised. Crown 8vo, 3*. 64. c\o\h,[Ju$t publishea, 

" The publishets of this work have rendeied consideiable service to the cause of comiiief dal 

education by the opportune production of this volume. . . . The woik is peculiarly accepUUe 

Co English readers and an admirable addition to ezistinf class-books. In a phrase^ we thmkthe 

work attains its object in furnishing a brief account of those taws and customs of British trade wttta 

which the commercial man interested therein should be f»xt^iaAx:'^Chambtro/Commeruyoumai, 

" An invataiable guide in the hands of those who are preparing for a commercial career.'* 

Foreign Com,m>ercictl Vorreepondence* 

THE FOREIGN COMMERCIAL CORRESPONDENT: Being 
Aids to Commercial Correspondence in Five Languages— Englisl^ French, 
German, Italian, and Spanish. Bv Comrad E. Bakbr. Second Edition. 
Crown 8vo, 35. 6d. cloth. 

"Whoever wishes to correspond In an the languages mentioned by Mr. Baker cannot de bettw 
Chan study this work, the materials of which are excellent and conveniently arranged. They consist 
not 01 entire specimen letterb but— what are far more useful— short passages, sentences, or 
phrases expressing the same general idea in various tonDS."—AtA4mtum. . 

"A careful examination has convinced us that it is unusually complete, well arrangeOt and 
fleilable. The book is a thoroughly good one."— .S^AM/mox^r. 

Accounts for Manufacturers, 

FACTORY ACCOUNTS: Their Principles and Practice. A 
Handbook for Accountants and Manufacturers, with Appendices on the No- 
menclature of Machine Details ; the Income Tax Acts ; the Rating of Fac- 
tories; Fire and Boiler Insurance; the Factory and Workshop Acts. ftc.| 
including also a Glossary of Terms and a large number of Specimen Rulings. 
By Emilb Garckb and J. M. Fslls. Fourth Edition, Revised and En- 
larged. Demy 8vo, S50 pages, 6s. strongly bound. 
"A very interesting description of the requirements of Factory Accounts. . . . theprhiclple 

ef awimtbiting the Factory Accounts to the general commercial books is one which we thoroognl^ 

agree with."— ^avwMAm/lr' J^oumeU. 

" Characterised by extreme thoroughness. There are few owners of factories who would not 

derive great benefit from the perusal of this most admbrable work."— i^Mat/ Gevemmem CMronieU, 

Modem Metrical Units and Systems. 

MODERN METROLOGY: A Manual of the Metrical Units 
and Systems of the Present Century. With an Appendix containing a proposed 
English System. By Lowis D'A. Jackson, A.M.Inst.C.E., Author of ^' Aid 
to Survey Practice," &c. Large crown 8vo, xss. 6d, cloth. 

" We reco mm end the work to all interested in the practical reform of our weights and nea* 
safes."— Aa^nr. 

The Metric System, and the British Standards^ 

A SERIES OF METRIC TABLES, in which the British Stand- 
ard Measures and Weights are compared with those of the Metric System at^tunt 
in Use on the Continent. By C. H. Dowlino, C.E. 8vo, zos . 64. strongly Donnd 
*'Mr. DowUng's Tables are well put together as a ready-redconer Cor the convenloa of one 
qrstem Into the wm"-'AthtHaum, 

Iron Shipbuilders^ a/nd Merchants* Weight TaMes* 

IRON'PLATE WEIGHT TABLES: For Iron ShifbuUders, 
Engineers^ and Iron Merchants. Containing the Calculated Wei^ts of up- 
wards of 150,000 different sizes ot Iron Plates, from x foot by 6 in. by i in. to 
xo feet by 5 feet by x in. Worked out on the basis of ao lbs. to the sqoare 
foot of Iron of x mch in thickness. Carefully compiled and thorongiily Re- 
vised by H. BuRLiMSOM and W. H. Simpson. Oblong 4to, ass. half-boimd. 
"This work will be found of great utility. The authors have had much practical eqwrience 

of what is wanting in making estimates; and the nse of the book iftlil save much time In ntaJdng 

elaboiate cateuhtkmt."— ^>y/<fA Mechanic. 
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'Chadtuick^s Calculator far Numbers and Weights 
Combined. 

THE NUMBER, WEIGHT, AND FRACTIONAL CALCU- 
LA TOR, Containing upwards of 250,000 Separate Calculations, showing at 
a glance the value at 422 difierent rates, ranging from xHt^ o^ ^ Penny to 
SOS. each, or per cwt., and £20 per ton, of any number of articles consecu- 
tively, from X to 470. — Any number of cwts., qrs., and lbs., from i cwt. to 470 
cwts.— Any number of tons, cwts., qrs., and lbs., from i to 1,000 tons. By 
William Chadwick, Public Accountant. Third Edition, Revised and Im- 
proved. 8vo,x8s., strongly bound for Office wear and tear. 
IS* Is adapted for the use of Accountants and Auditors, Railway Companies, 
-Canal Compames, Shippers, Shipping Agents, General Carriers, etc. Ironfounders, 
Srassfounders, Uetal Merchants, Iron Manufacturers, Ironmongers, Engineers, 
Machinists, Boiler Makers, Millmights, Roofing, Bridge and Girder Makers, Colliery 
Proprietors, etc. Timber Merchants, Builders, Contractors, Architects, Surveyors, 
Auctioneers, Valuers, Brokers, MiU Owners and Manufacturers, MUl Furnishers, 
Merchants, ^and General Wholesale Tradesmen. Also for the Apportionment of 
Mileage Charges for Railway Traffic, 

" It is as easy of reference for any answer or anjr number of answers as a dictionary, and the 
«eferences are even more quickly made. For making up accounts or estimates the book most 
a>rove invaluable to all who have any considerable quantity of calculations involving price and 
^measure in any combination to 6o."--Engineer. 

Harben's Comprehensive Weight Calculator. 

THE WEIGHT CALCULATOR. Being a Series of Tables 
upon a New and Comprehensivo Plan, exhibiting at One Reference the exact 
Value of any Weight from i lb. to 15 tons, at 300 Progressive Rates, from id. 
to 16&. per cwt., and containing 186,000 Direct Answers, which, with their 
Combinations, consisting of a smgle addition (mostly to be performed at 
sight), will afiord an aggregate of 10,266,000 Answers ; the whole being calcu* 
iated and designed to ensure correctness and promote despatch. By Hbmrt 
Harbbm, Accountant. Fourth Edition, carefully Corrected. Royal 8vo, 
£1 5s. strongly half-bound. 
•* A practical and useful work of reference for men of business generally ; It b the best of the 

Wnd we have 9teicu"—IronntOH£er. 

"Of priceless value to budness men. It is a neoessary book in all mercantile offices."— sSAc^ 

^Od intU^tMdent, 

Harben's Comprehensive Discov/nt Guide. 

THE DISCOUNT GUIDE, Comprising several Series of 
Tables for the use of Merchants, Manufacturers, Ironmongers, and others, 
b^ which may be ascertained the exact Profit arising from any mode of using 
Discounts, either in the Purchase or Sale of Goods, and the method of either 
Altering a Rate of Discount or Advancing a Price, so as to produce, by one 
operation, a sum that will realise any required profit after allowing one or 
more Discounts : to which are added Tables of Profit or Advance from x| to 
go per cent., Tables of Discount from x^ to 98I per cent., and Tables of Com- 
mission, &c., from i to xo per cent. By Hbnry Harbbn, Accountant. New 
Edition, Revised and Corrected. Demy 8vo, 544 pp., £1 5s. half-bound, 
"A book such as this can only be wpredated by tmslness men, to whom the aavtog of ttane 
aeans saving of money. We have the high authority of Professor J. R. Young that tfie tablet 
throughout the work are constructed upon strictly accurate principles. The work b a model 
•of typographical clearness, and must prove of great vahie to merchants, manufacturewt and 
■Ceneial traders."— JSrMrA Trmde yourtuU. 

Ifew Wages Calculator, 

TABLES OF WAGES at 54, 52, 50 and 48 Hours per Week. 
Showing the Amounts of Wages from One-qaarter-of-an-hour to Sixty-four 
hours in each case at Rates of Wages advancing by One Shilling from 4s. to 
555. per week. By Thos. Garbutt, Accountant. Square crown 8vo, 65. 
half-bound. \just published. 

Iron and Metal Trades* Calculator. 

THE IRON AND METAL TRADES' COMPANION. For 
expeditiously ascertaining the Value of any Goods bought or sold by Weight, 
from IS, per cwt. to xx2s^per cwt., and from one farthing per pound to one 
shilling per pound. By Thomas Dowmib. 396 pp., 9s. leather. 

" A most useful set of tables : nothing Hke them before existed."— A«<W^ Nnvs. 

" Although spedaUy adapted to the Iron and metal trades, the tables wUfbe fbimd omAiI in 
«veiy othvbttdaass fca which mwrhandite is bought sad sold by we<ght."-^iriftwM> Nimt. 
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"DIRECT CALCULATOR S," 

By M. B. COTSWORTH, of Holgate, York. 

QUICKEST AND MOST ACCURATE MEANS OF CALCULATION KNOWN. 

ENSURE ACCURACY and SPEED WITH EASE, SAVE TIME and MONEY. 
Aceonnti may be charged out or checked by these means in about one 
third he time required by ordinary methods of calculation. Thesoi 
unriYalled " Calculators ** haTO Yery clear and original contrivances, 
for instantly finding the exact answer, by Its fixed position, without 
even sighting the top or side of the page. They are varied in arrange- 
ment to suit the special need of each particular trade. 
All the leading firms now use Calculators, even where they employ experts, 
H.B.— Indicator letters in brackets should be quoted. 

** RAILWAY &* TRADERS' CALCULATOR " (R. & T.) io$. 6d. 
Including Scale of Charges for Small Parcels by Merchandise Trains. 
" Direct Calculator "—the only Calculator published giving exact charge for 
Cwts., Qrs. and Lbs., together. " Calculating Tables" for every id, rate to- 
loos. per ton. " Wages Calculator." " Percentage Rates.*' " Grain, Flour, 
Ale, &c., Weight Calculators." 

" DIRECT CALCULATOR (I R) " including all the above except 
" Calculating Tables." 7s. 

** DIRECT CALCULATOR (A)'* by id., 25. each opening, exact 
pence to 40s. per ton. 55. 

•• DIRECT CALCULATOR (B) " by id., 45. each opening, exact 
pence to 405. per ton. 4s. 6d. 

"DIRECT CALCULATOR (C) " by id. (with Cwts. and Qrs. to- 
nearest farthing), to 40s. per ton. 4s. 6d, 

** DIRECT CALCULATOR (Ds) " by id, gradations. (Single Tons 
to 50 Tons, then by fifties to 1,000 Tons, with Cwts. values below in exact 
pence payable, fractions of ^d, and upwards being counted as id. 6s. 6d, 

"DIRECT CALCULATOR (D) *' has from 1,000 to 10,000 Tons io 
addition to the (Ds) Calculator. 75. 6d. 

"DIRECT CALCULATOR (Es) " by id. gradations. (As (D) to 
1,000 Tons, with Cwts. and Qrs. values shown separately to the nearest 
farthing). 5s. 6d. 

** DIRECT CALCULATOR (E) " has from 1,000 to 10,000 Tons in 
addition to the (Es) Calculator. 6s. 6d, 

** DIRECT CALCULATOR (F)" by id,, 2s. each opening, exact 
pence to 40s. per ton. 4s. 6d. 

" DIRECT CALCULATOR (G) " by id., is. each opening; 6 in. by 
9 in. Nearest Id. Indexed (G I) 3s. 6d. 2S. 6d. 

" DIRECT CALCULATOR (H) " by id., is, each opening ; 6 in. by 
9 in. To exact pence. Indexed (u I) 3s. 6d, 2s, 6d. 

"DIRECT CALCULATOR {Ky Showing Values of Tons, Cwts. 
and Qrs. in even pence (fractions of id. as x<f.), for the Retail Coal Trade. 
4S,6d, 

" RAILWA Y AND TIMBER TRADES MEASURER AND CAL- 
CULATOR (T)" (as prepared for the Railway Companies). The onljr book 
published giving true content of unequal sided and round timber by eighths 
of an inch, quarter girth. Weights from Cubic Feet— Standards, Superficial 
Feet, and Stone to Weights— Running Feet from lengths of Deals— Standard 
Multipliers— Timber Measures— Customs Regulations, &c. 3s. 6^« 



AGRICULTURE, FARMING, GARDENING, tie. 43 

AQRIOTJLTURE, FARMING, Q ARDBNINO, eto. 

I>r. Fream'8 New Edition of **The Standard 
Treatise on Agriculture.^' 

THE COMPLETE GRAZIER, and FARMER^S and CATTLE- 
BREEDER'S ASSISTANT: A Compendium of Husbandry. Originally 
Written hj William Youatt. Thirteenth Edition, entirely Re-written, 
oonsiderablv Enlarged, and brought up to the Present Requirements of 
Agricultural Practice, by William Fream, LL.D., Steven Lecturer in the 
University of Edinbureh, Author of " The Elements of Agriculture," fto. 
Royal 8vo, x,ioo pp., with over 450 Illustrations. £1 us, td, strongly and 
handsomely bound. 

Extract from Publishers' Advertisement. 
" A treatise that made its original appearance in the first decade of the century, and that enters 
npon its Thirteenth Edition before the century has run its course, has undoubtedly established its 
portion as a work of permanent vahie. . . The phenomenal progress of the last dozen years in the 
Practice and Science of Farming lias rendered It necessary, however, that the volume should be 
re-written.. . . . and for this undertaking the publishers were fortunate enough to secure the 
services of Dr. FREAM. whose high attainments in all matters pertaining to agriculture have been 
so emphatically recognised by the highest professional ana official authorities. In carrying 
out his editorial duties, Dr. Fream has been favoured with valuable contributions by Prof. J. 
Wortley axe. Mr. E. Brown. Dr. Bernard dyer, Mr. W. J. Malden, Mr. R. H. RBW. 
Prof. SHELDON, Mr. I. SINCLAIR. Mr. Sanders Spencer, and others. 

" As regards the illustrations of the work, no pains have been spared to make them as repre- 
sentative and characteristic as possible, so as to be practicaUy usefUl to the Farmer and Grazier." 

Summary of Contents* 



Book I. On the Varieties, Brbed- 
iNO, Rearing, Fattening, and 
Management of Cattle. 

Book II. On the Economy and Man- 
agement of the Dairy. 

Book III. On the Breeding, Rear- 
ing, and Management of Horses. 

Book IV. On the Breeding, Rear- 
ing, and Fattening of Sheep. 

Book V. On the Breeding, Rearing, 
AND Fattening of Swine. 

Book VI. On the Diseases of Live 
Stock. 



Book VII. On the Breeding, Rear- 
ing, AND Management of Poultry. 

Book VIII. On Farm Offices and 
Implements of Husbandry. 

Book IX. On the Culture and Man- 
agement of Grass Lands. 

Book X. On the Cultivation and 
Application of Grasses, Pulse, 
AND Roots, 

Book XI. On Manures and their 
Application toGrass Land&Crops 

Book XII. Monthly Calendars of 
Farmwork. 



%* Opinions of the Press on the New Edition, 

" Dr. Fream is to be congratulated on the successful attempt he has made to give us a work 
wUch wUl at once become the standard classic of the farm practice of the country. We believe 
that it will be found that it has no compeer among the many works at present in existence. . . . 
The illustrations are admirable, while the frontispiece, which represents the well-known bull, New 
Year's Gift, bred by the Queen, is a work of art.'*— 7%* Times. 

*' The book must be recognised as occupying the proud position of the most exhaustive work 
fte f e r ence in the English language mi the subject with which it deals."— ^/A<»«Mm. 

" The most comprehensive guide to modem liarm practice that exists in the English language 
to-day. . . . The book is one that ought to be on every farm and in the library of every land, 
owner."— JlfarA Lane Exprtss. 

" In p<dnt of exhaustiveness and accuracy the work will certainly hold a pre-eminent and 
unique position among books dealing with scientific agricultural practice. It b, In fact, an agri- 
cnltural Ubrary of itself."- North British AgricultHnst. 

" A compendium of authoritative and well-ordered knowledge on every conceivable branch 
of the work of the live stock fanner ; probably without an equal in this or any other country." 

ITorksJwt Poti% 

British Farm lAve Stock. 

FARM LIVE STOCK OF GREAT BRITAIN, By Robert 
Wallace, F.L.S., F.R.S.E., &c., Professor of Agricnltare and Rural Bco- 
nomy in the University of Bdinburgti. Third Edition, thoroushly Revised 
and considerablv Enlarged. With over lao Phototypes of Prize Stock. Demy 
8vo, 384 pp., with 79 Plates and Maps, zas. 6d, oloth. 
" A leally complete work on the history, breeds, and management of the farm stock of Great 

Britain, and one which is likely to find its way to the shelves of every country gentleman's 

Bbfary."-?'** Times. 

" The latest edition of * Farm Live Stock of Great Britain ' is a production to be proud of, and 

Us issue not the least of the servk^s which its author has rendered to agricultural sdence." 

Scottish Farmer, 



** The book is very attractive . . . and we can scarcely Imagine the existence of a fai 
. J . ^ ^ ^j^ beautiful work."— ilfarA Latu Express. 



who would not like to have a copy 

... .._W._W_.... ^^j^ 

e stock hi the British Isles is required.''->i7«i/'« fTeeJtly Messengtr. 



** A work which will long be regarded as a standard authori^ whenever a concise history and 
description of the breeds ofUve s^ ^ '- " •— - •-•-- ' '---^ - - •- •-'— ' 
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J>airy JTarming. 

BRITISH DAIRYING. A Handy Volume on the Work of the 
Dairy-Farm. For the Use of Technical Instruction Classes, Students in 
Agricultural Colleges, aqd the Working Dahy-Farmer. By Prof. J. P. Sheldon, 
ate Special Commissioner of the Canadian Government, Author of " Dairy 
Farming," &c. With numerous Illustrations. Crown 8vo, as. 6d. cloth. 
" We coniidfintiv racominend it as a text-book on dairy fyxming."—ji£rric$dturaJ Gatette. 
" Probably the beat half-crown manual on dairy work that has yet been produced."— AT^rM 
British AgriadturUt. 

" It is the soundest little work we have yet seen on the subject."— rA« Times. 

Dairy Manual. 

MILK, CHEESE AND BUTTER: A Practical Handbook 
on their Properties and the Processes of their Production, including a 
Chapter on Cream and the Methods of its Separation from Milk. By Johm 
Olivsr, late Principal of the Western Dairy Institute, Berkeley, with 
Coloured Plates and 200 Illusts. Crovvn 8vo, 75.6^. cloth. [Just published, 
"An exhaustive and masterly production. It may be cordially recommended to all students 
and practitioners of dairy science.''— A^IJ^. Agriculturist. 

" We stronply recommend this very comprehensive and careftilly-written book to dairy-ftrmers 
and students 01 dairying:. It is a distinct acquisition to the library of the agiiailtxinst."— Agricul- 
tural Geuctte, 

Agricultural Facts and Figures. 

NOTEBOOK OF AGRICULTURAL FACTS AND FIGURES 
FOR FARMERS AND FARM STUDENTS. By Primrosb McComnkix, 
B.Sc. Fifth Edition. Royal 32mo, roan, gilt edges, with band, 44. 
*• Literally teems with infonmtion, and we can cordEally recommend It to ail connected with 
■ffrlcultuve."— iVtfrtib British AgricHlturist, 

Small Farming. 

SYSTEMATIC SMALL FARMING; or, The Lessons of my 
Farm, Being an Introduction to Modern Farm Practice for Small Farmers. 
By R. Scott Burn. With nimierous Illustrations, crown 8vo, 6s. cloth. 
" This Is the completest book of Its class we have seen, and one which every amateur &nneff 
wlU read with pleasure and accept as a guide. "—^FfeA^ 

Modem Farm^ing. 

OUTLINES OF MODERN FARMING. By R. Scott Burn. 
Soils, Manures, and Crops — Farming and Farming l^onomy— Cattle, Sheep, 
and Horses — Management of Dairy, Pigs, and Poultry — Utilisation of 
Town-Sewage, Irrigation, &c. Sizth Edition. In One Vol., 1,950 pp., half- 
bound, profusely Illustrated, x25. 

" The adm of the auuior has been to make his work at once comprehensive and tmstwoftlif 
and he has succeeded to a degree which entitles him to much cxedti, —Jlfomii^ AdvtrHstr, 

Agricultural Engineering. 

FARM ENGINEERING, THE COMPLETE TEXT-BOOK OP. 
Comprising Draining and Embanking ; Irrigation and Water Supply ; Farm 
Roads, Fences, and Gates ; Farm Buildings ; Bam Implements and Ma- 
chines ; Field implements and Machines ; A|ricultural Surveying, &c. By 
Prof. John Scott. 1,150 pages, half-bound, with over 600 Illustrations, las. 
"Written with gfieat care, as well as with knowledge and ability. The author has done his 

work well ; we have found him a very trustworthy guide wherever we have tested his ttatements. 

The volimtie will be of f^freat value to agfricultural students,"— 'Afank Laru Exfrtss, 

Agricultural Text-Book. 

THE FIELDS OF GREAT BRITAIN: A Text-Book of 

Agriculture, adapted to the Syllabus of the Science and Art Department. 
For Elementary and Advanced Students. By Hugh Clbmbnts (Board of 
Trade). Second Edition, Revised, with Additions. x8mo, v. 6d. cloth. 
"A most comprehensive volume, givinji^ a mass of information." — Agricultural Eeo nemi st, 
"It is a long nme since we have seen a book which has pleased us voon, or which rontalni 
inch a vast and useful fund of knowledge. "—fofMcoMofM/ Times. 



Tables for Farmers, etc. 

TABLES, MEMORANDA,. 



AND CALCULATED RESULTS 
for Farmers, Graxiers, Agricultural StudentSt Surveyors, Land Agents, AuG' 
tioneers, etc. With a New System of Farm Book-keeping. By Sidnbt Fran* 
CIS. Third Edition, Revised. 272 pp., waistcoat- pocket size, is. 6d, leather. 
" Weighing less than i oz., and occupying no more space than a match box, it contains a mass 
of facts and calculations which has never before, in such handy form, been obtainable. Every 
operation on the &nn is dealt with. The work may be taken as thoroughly accurate, the whole 
of the tables having been revised by Dr. Fream. We cordially recommend it."— Sell's fVeeAly 
Messeuger. 
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Artificial Manures and Foods. 

FERTILISERS AND FEEDING STUFFS: Their Proper- 
ties and Uses. A Handbook for the Practical Farmer. By Bernard DyeRi 
D.Sc. (Lond.) With the Text of the Fertilisers and Feeding Stuffs Act of 
1893, the Regulations and Forms of the Board of Agriculture and Notes on 
the Act by A. J. David, B.A., LL.M., of the Inner Temple, Barrister-at-Law. 
Crown 8vo, 120 pages, is. cloth. Q7«st published, 

'* An exeeOent shilliugsirorth. Dr. Dyer has done farmers good service in placing at their dis* 
posa so much useful information in so intelUgible a form."— TA; Times. 

The Management of Bees. 

BEES FOR PLEASURE AND PROFIT: A Guide to the 
Manipulation of Bees, the Production of Honey, and the General Manage- 
ment of the Apiary. By G. Gordon Samson. Crown 8vo, is. cloth. 
" The intending bee-keeper will find exactly the kind of information required to enable Um 

to make a successful start with his hives. The author is a thoroughly competent teacher, and his 

book may be coxamen6.ed."—Afomiftg' Post. 

Farm a/nd Estate Book-keeping* 

BOOK-KEEPING FOR FARMERS * ESTATE OWNERS. 
A Practical Treatise, presenting, in Three Flans, a System adapted for all 
Classes of Farms. By Johmsom M. Woodman, Chartered Accountant. Second 
Edition, Revised. Crown 8vo, 3s. 6d. cloth boards ; or 2s. 6d. cloth limp. 
" The volume is a captod study of a most important sixhiect."—AxricuUural GoMeOe. 
The young farmer, land agent, and surveyor will find Mr. Woodman's treatise more than 
repay its cost and study.'— Buiiaittgr News. 

Fa^fn Account Book. 

WOODMAN'S YEARLY FARM ACCOUNT BOOK. Giving 
a Weekly Labour Account and Diary, and showing the Income and Expen- 
diture under each Department of crops, Live Stock, Dairy, &c. &c. With 
Valuation, Profit and Loss Account, and Balance Sheet at the end of the 
Year. By Johnson M. Woodman, Chartered Accountant, Author of " Book- 
keeping for Farmers." Folio, 75. 64. half bound. UuUurt 
"Contains every requisite form for keeping Csnn accounts readHy and accurately. "-.^.jiyi. 

Eariy Fruits, Flowers, and Vegetables* 

THE FORCING GARDEN: or, How to Grow Early Fruits, 
Flowers, and Vegetables. With Plans and Estimates for Building Glass- 
houses, Pits, and Frames. By Samubl Wood. Crown 8vo, 35. 6d. cloth. 
" A good book, and fiaJrly fills a place that was in some degree vacant. The book is written with 
gnat care, and contains a great deal of valuaUe teachlag."— Gardeners' Mofosine, 

Good Gardening. 

A PLAIN GUIDE TO GOOD GARDENING ; or, How to Grow 
Vegetables, Fruits, and Flowers. By S. Wood. Fourth Edition, with con- 
siderable Additions, &c., and numerous Illustrations. Crown 8vo, 35. 64. cl. 
" A very good book, and one to be highly recommended as a practical guide. The practical 

directions are excellent."— ^M«M«Mm. 

*' May ho recommended to young gardeners, cottagers, and specially to amateurs, for the 

plain, simple, and trustworthy informaticm it gives on common matters too often neglected.".— 

GrnnUmrs" Chronicle. 

Gainful Gardening. 

MULTUM-IN-PARVO GARDENING; or. How to make One 
Acre of Land produce £620 a-:^ear by the Cultivation of Fruits and Vegetables ; 
also. How to Grow Flowers in Three Glass Houses, so as to realise £176 per 
annum clear Profit. By Samuel Wood, Author of " Good Gardening," &c. 
Fifth and Cheaper Edition, Revised, with Additions. Crown 8vo, is. sewed. 
*' We are bound to recommend it as not only suited to the case of the »""ti>«iT and genticonaa's 
IMdeoer, but to the market growtr."-~Gardeners' MagoMine. 

Ga/rdening for Ladies. 

THE LADIES' MULTUM-IN-PARVO FLOWER GARDEN, 
and Amateurs' CompUU Guide. With lUusts. By S. Wood. Cr.Svo, 3s. 6d, cL 

Receipts for Gardeners. 

GARDEN RECEIPTS. Edited by Charles W, Quin. X2mo, 
IS. 6d, cloth limp. 

Market Gardening. 

MARKET AND KITCHEN GARDENING. By Contributors 
to "The Garden." Compiled by C. W. Shaw, late Editor of *' Gardening 
Illustrated." xamo 3$. 6<f. cloth boards. 
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AUCTIONEERING, VALUING, LAND SURVETING 
ES TATE AGENCY, e te, 

AueHfmeer^s AsaUtanU 

THE APPRAISER, A UCTIONEER, BROKER. HOUSE AND 
BSTA TE A GENT ANDVAL UER'S POCKET A SSISTA NT, for the Valua- 
tion for Purchase, Sale, or Renewal of Leases, Annuities and Reyersions, and 
of property generally; with Prices for Inyentories, &c. Bv John Whbblbk, 
Valuer, &c. Sixth Edition, Re-written and greatly extended by C. NorkiSi 
Surveyor, Valuer, &c. Royal samo, 55. cloth. 
" A neat and condse book of reference, containlnfir an admirable and clearly<«... 

piloesCDrinTentories, and a Teiy practical giude to detennine the value of Itarniture, Ac."- 

" Contains a larm quantity of varied and useful Information as to tbe valuati(» for purchaaeb 
sale, or renewal of leases, annuities and reversions, and of property generally, with prices fot 
laven t o ri e s , and a guide to determine the value of interior fittings and ouier eaects."-^tfafar. 

Auetioneer%ng» 

AUCTIONEERS: THEIR DUTIES AND LIABILITIES. 

A Manual of Instruction and Counsel for the Young Auctioneer. By Robbkt 
Squibbs, Auctioneer. Second Edition, Revised and partly Re-written. Demy 
8vo, Z2S. 6d, cloth. 

\* Opinions of thb Press. 
" The standard text-book on the topics of which it treats."— A t/tenaum. 
" The work is one of general excdlent character, and gives much information in a annpen- 
dlous and satisfactory form."— Builder. 

" May be recommended as giving a great deal of information on the law relating to 
auctioneers, in a very readable form."— Z«w youmal. 

" Auctioneers may be congratulated on having so pleasing a writer to minister to their spedal 
tUboAs."—Sclicitcr^ journal, 

"Every auctioneer ought to possess a copy of this excellent work."— /rvwM0»tfvr. 
" Of great value to the profession. . . . We readily wdoome this book finom the fiurt tliat It 
treats the subject in a manner somewhat new to the profession."— Aritete GaM€tte. 

Inwood's Estate Tables. 

TABLES FOR THE PURCHASING OF ESTATES, Freehold, 

CopyholdjOr Leasehold; Annuities, A dvowsom, etc, and for tbe Renewing of 
Leases held under Cathedral Churches, Colleges, or other Corporate bodies 
for Terms of Years certain, and for Lives : also for Valuing Reversionary 
Estates, Deterred Annuities, Next Presentations, &c. ; together witii Smart's 
Five Tables of Compound Interest, and an Extension of the same to Lower 
and Intermediate Rates. By W. Inwood. 24th Edition, with considerable 
Additions^ and new and valuable Tables of Logarithms for the more Difficult 
Computations of the Interest of Money, Discount, Annuities, &c., by M. Fbdob 
Thoman, of the Soci^t^ Credit Mobilier ot Paris. Crown 8vo, is, doth. 
"Those interested in the purchase and sale of estates, and in the adjustment of omipensatloii 

eases^ as well as in transactions in annui t ies, life insurances, &c„ will find the pseatnt editioaof 

eminent service."— f^v^iMMWfii^. 

•* 'Inwood's Tables ' still maintain a most enviable reputaLon. The new Issue has been eniiched 

by arge additional contributions by M. Fedor Thoman, wiiose carefully arranged Tables cannot 

ful to be of the utmost utility."— J/«wi»tt' youmal, 

Agricultu/ral Valuer's Assistant. 

THE AGRICULTURAL VALUER*S ASSISTANT. A Prac- 
tical Handbook on the Valuation of Landed Estates ; including Rules and 
Data for Measuring and Estimating the Contents, Weights, and Values of 
Agricultural Produce and Timber, and the Values of Feeding Stuffs. 
Manures, and Labour; with Forms of Tenant-Right- Valuations, Lists of 
Local Agricultural Customs, Scales of Compensation under the Agricultural 
Holdings Act, &c. &c. By Tom Bright, Agricultural Surveyor. Second 



noituugs AUK, aui, am, oj xuu otuunx, rL 

Edition, much Enlarged. Crown 8vo, $5. cloth. 
•• Full of tables and examples in connection with the valv 



-^ valuation of tenant-right, estates, labovi, 

and weights of timber, and farm produce of all )dads."—AgrieMUt4rai GoMtitt, 

" An eminent^ practical handbook, fiill of practical tables and data of undoiA>ted Intewit and 
value to surveyors and auctioneers in preparing valuations of all kinds.'— Famur. 

JPlantations a/nd Underwoods. 

POLE PLANTATIONS AND UNDERWOODS: A Practical 
Handbook on Estimating the Cost of Forming, Renovating, Improving, and 
Grubbing Plantations and Underwoods, their Valuation for Purposes oi 
Transfer, Rental, Sale, or Assessment. By Tom Bright, Author of 
"The AgriculturalValue: s Assistant,*' &c. Crown 8vo, 3s. 6d, cloth. 
" To vahiers, foresters and agents it will be a welcome tiA."— North British AgrieuUurist, 
"We 11 calculated to assist the valuer in the discharge of his duties, and of nndoubtod InteiMl 
and use both to surveyors and auctlooeefs In preparing vahiations of all Miida."- JKwrf Bamln, 
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Hudson's Land Vaiuer's JPocket^Book, 

THE LAND VALUER'S BEST ASSISTANT: Being Tables 
on a venr mach Improved Plan, for Calcolatin^ the Value of Estates. With 
Tables for reducing Scotch, Irish, and Provincial Customary Acres to Statute 
Measure, &c. By R. Hudson, C.B. New Edition. Royal gamo, 4$. leather. 
** Of incalculable value to the country gentleman and professional man."— ^armerr' youmat* 

Ehva/rt's Land Impraver'a Bochet-Booh. 

THE LAND IMPROVER'S POCKET-BOOK OF FORMULA, 
TABLBSt and MEMORANDA required in any Computation relating to the 
Permanent Improvement of Landed Property, By John Ewart, Surveyor. 
Second Edition. Royal samo, 4s. leather. 

CiMnplete Agridutural Svirveyor's Pocket^Book* 

THE LAND VALUER'S AND LAND IMPROVER'S COM- 
PLBTB POCKET-BOOK, Being of the above Two Works bound together. 
Leather, with strap, 7s. 6d. 

House JPraperty. 

HANDBOOK OF HOUSE PROPERTY. A Popular and Practi- 
cal Guide to the Purchase, Mortgage, Tenancy, and Compulsory Sale of 
Houses and Land, including the Law of Dilapidations and Fixtures ; with 
Examples of all kinds of Viuuations, Useful Information on Building, and 
Suggestive Elucidations of Fine Art By E. L. Tarbuck, Architect and 
Surveyor. Fifth Edition, Enlarged. lamo, 51. cloth. 
" The advice Is thoroughly practicaL"— Zaw yourtuU. 



" For all who have deahngs with house property, this is an Indispensable guide."— ZTflcvnsA^, 
" Carefully brought up to date, and much improved by the addition of a division on fii 
■ft . . . A weU'wrltten and thoughtful work."— Z^M^^^VM/xAcMrA 



LAW AN D MISCELLA NEOUS, 

PockeUBook for Sanitary Officials. 

THE HEALTH OFFICER'S POCKET-BOOK : A Guide to 
Sanitary Practice and Law. For Medical Officers of Health, Sanitary In- 
spectors, Members of Sanitary Authorities, &c. By Edward F. Willoughbt, 
M.D. (Lond.), &c., Author of " Hygiene and Public Health." Fcap. 8vo, 
7$. 6d. cloth, red edges, rounded comers. U^vst published. 

" A mine of condensed information of a pertinent and useful kind on the various subjects of 

which it treats. The matter seems to have been carefully compiled and arranged for facili^ o 

reference, and it is well illustrated by diagrams and woodcuts. The different subjects are 

succinctly but fully and scientifically dealt wim."— TAc Lancet. 

" An excellent publication, dealing with the scientific, techidcal and legal matters connected 

with the duties of medical officers or health and sanitary inspectors. The work is replete with 

biformation."— Z^Mao/ GcvemmeHt yaumal, 

JoumaMsm* 

MODERN JOURNALISM. A Handbook of Instruction and 
Counsel for the Young Journalist. By Tohn B. Mackie, Fellow of the Insti- 
tute of Journalists. Crown 8vo, as. cloth. [Just published. 
" This invaluable guide to journalism is a work which all aspirants to a journalistic career will 
read with Sidinntage.'— journalist. 

Private BiU Legislation and JProvisiontU Orders. 

HANDBOOK FOR THE USE OF SOLICITORS AND EN- 
GINEBRS Eneaged in Promoting Private Acts of Parliament and Provi- 
sional Orders, for the Authorisation of Railways, Tramways, Gas and Water 
Works, &c. By L. Livingston Macassby, of the Middle Temple, Barrister- 
at-Law, M.Inst.C.E. 8vo, 35<. doth. 

Law of Patents. 

PATENTS FOR INVENTIONS, AND HOW TO PROCURE 
THEM, Compiled for the Use of Inventors, Patentees and others. By 
G. G. M. Hardingham, Assoc.Mem.InstC.B., &c. Demy 8vo, zs. 6d. doth. 

Labour IHsputes. 

CONCILIATION AND ARBITRATION IN LABOUR DIS 
PUTES : A Historical Sketch and Brief Statement of the Present Position 
of the Question at Home and Abroad. By J. S. Jbans, Author of "England's 
Supremacy," &c. Crown 8vo, 200 pp., as. 6d. cloth. [Just published. 

" Mr. Jeans is well qualified to write on this subject, both by his previous books and by his 
ractical expert snce as an arbitrator."— 7A« Times. 
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A Complete Epitome of the Laws of this Country. 

EVERY MAN'S OWN LAWYER: A Handv-Book of thr 
PRINCIPLBS OF Law and Equity. With A CONCISE DICTIONARY" 
OF LEGAL TERMS. By A Barristxr. Thirty-second Edition, carefully 
Revised, and including New Acts of Parliament of 1894. Comprising the 
Local Government Act^ 1894 (establishing District and Parish Councils); 
Finance Act^ 1894 (imposing the New Death Duties) \ Merchant Shipping Actf 
1894 ; Prevention of Cruelty to Children Act, 1894 ; Building Societies Act^ 1894 r 
Notice of Accidents Act^ 1894 ; Sale of Goods Act, 1893 ! Voluntary Conveyances 
Act, 1893; Married Women^s Property Act, 1893; Trustee Act, 1893 ; Fertiliser 
and Feeding Stuffs Act, 1803; Betting and Loans (Infants) Act, 189a; Shop 
Hours Act, 1893 ; Small Holdings Act, 1894; and many other important new 
Acts. Crown 8vo, 750 pp., price 6s. M, (saved at every consultation I ), 
strongly bound in cloth. \Jutt published. 

*^* The Book will be found to comprise {amongst other matter)'^ 

THB RIGHTS AND WRONGS OP INDIVIDUALS-LANDLORD AND TBNANT— VENDORS 

and purchasbrs— leases and mortgages— principal and agent— partnership 
and companies— masters, servants. and workmen— contracts and agreements 
-borrowers. lenders, and sureties— sale and purchase of goods— cheques, 
Bills, and noths-Bills of Salb-Bankruptcv— railway and Shipping Law- 
life, FIRE, AND Marine insurance— Accident and Fidelity Insurance— Crijunal 

LAW— PARLIAMENTARY ELECTIONS— COUNTY COUNCILS— DISTRICT COUNCILS— PARISH 
COUNCILS— MUNICIPAL CORPORATIONS — LiBEL AND SLANDER —PUBLIC HEALTH AND 
NUISANCES— COPYRIGHT, PATENTS, TRADE MARKS— HUSBAND AND WiFE— DIVORCE- 
INFANCY— CUSTODY OF CHILDREN— TRUSTEES AND EXECUTORS — CLERGY, CHURCH- 
WARDENS, ETC.— Game Laws and Sporting— Innkeepers— Horses and Dogs— Taxes 

AND DEATH DUTIES— FORMS OF AGRBEMBNTS, WILLS, CODICILS, NOTICES, ETC. 

1^ The object of this work is to enable those who consult it to help them- 
selves to the law ; and thereby to dispense, as far as possible, with professional 



assistance and advice. There are many wrongs and grievances which persons 5m6- 
mit to from time to time through not knowing how or where to apply for redress ; and 
many persons have as great a dread of a lawyer's office as of a lton*s den. With this 



book at hand it is believed that many a Six-and-Eightpbncb may be saved; many 
a wrong redressed: many a right reclaimed; many a law suit avoided ; and many 
an aril abated. The work has established itself as the standard legal adviser of aU 
classes, and has also made a reputation for itself as a useful book of reference for 
lawyers residing at a distance from law librartes, who are glad to have at hand a 
work embodying recent decisions and enactments. 

*•* OpINIOMS OF THB PRBSS. 
** A complete code of English Law, written In plain langtuso^ which all can understand, 
ould be In the hands of every business man, and all who wish to ao6Ush lawyers' bob. . . ." 

tVtek^Timts, 
*' A naefol and concise epitome of the law, compiled with considerable care."— Zow Magwtitu, 
*' A complete d^pest of the most useful facts which constitute English \xm."—Glob€. 
"Admirably done, admirably arransred, and admirably otuKp,"— Leeds Mercury. 
" A concise, cheap and complete epitome of the English law. So plainly written that he who 
mas may read, and he who reads may understand. "-^F^^arw. 

"The latest edition of this popular book oug^ht to be In erery business establishment, and on 
etery library table."-5A«^«i/>«A - w 

" A complete epitome of the law ; thorougrhly intelligible to non-professional readers." 

Belts l4/k. 

LegeU Chuide for Pawnbrokers^ 

THE LAW OF LOANS AND PLEDGES. With Statutes 
and a Digest of Ca^es. By H. C. Folkard, Esq., Barrister-at-Law. Fcap^ 
8vO| 35. 6d. cloth. 

l%e Law of Contracts. 

LABOUR CONTRACTS : A Popular Handbook on the Law 
of Contracts for Worlds and Services. By David Gibbons. Fourth Edition, 
Appendix of Statutes by T. F. Uttlby, Solicitor. Fcap. 8vo, 3s, 6d. oloth. 

The Factory Acts. 

SUMMARY OF THE FACTORY AND WORKSHOP ACTS 

a 878-1891). For the Use of Manufacturers and Managers. By Emilb 
ARCKB and J. M. Fells. (Reprinted from " Factory Accounts.'') Crown 
8vo, 6d. sewed. 

OODBM, SMALB AMD CO. UMXTBD, PRXMTBB8, GRBAT SAFrROM HILL. B.C. 
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LONDON, 1862. 
THE PRIZE MEDAL 

Was awarded to the Publishers of 

WEALE'S SERIES 

RUDIMENTARY SCIENTIFICEDUCATIONAL, 
AND CLASSICAL. 

Comprtstng nearly Three Hundred and Fifty distinct -works in almost every 




tS' " WEALE'S SERIES includes Text-Books on almost every branch of 
Science and Industi^, comprising such subjects as Agriculture, Architecture 
and Building, Civil Engineering, Fine Arts, Mechanics and Mechanical 
Engineering, Physical and Chemical Science, and many miscellaneous 
Treatises. The whole are constantly under^oinp; revision, and new editions, 
brought up to the latest discoveries in scientific research, are constantly 
issued. The prices at which they are sold are as low as their excellence is 
assured." — American Literary Gazette. 

" Amongst the literature of technical education, Wbale's Sbribs has ever 
enjoyed a high reputation, and the additions being made by Messrs. Crosby 
LocKWOOD & Son render the series more complete, and bring the informa- 
tion upon the several subjects down to the present time." — Mining jfournal. 

•' It is not too much to say that no books have ever proved more popular 
with, or more useful to, young engineers and others than the excellent 
treatises comprised in Wbale's Series." — Engineer. 

"The excellence of Wbale's Series is now so well appreciated, that it 
would be wasting our space to enlarge upon their general usefulness and 
value."— BwtWer. 

"The volumes of We ale's Series form one of the best collections of 
elementary technical books in any language." — Architect. 

" WEALE'S SERIES has become a standard as well as an unrivalled 
collection of treatises in all branches of art and science." — Public Opinion, 

PHILADELPHIA, 1876. 
THE PRIZE MEDAL 

Was awarded to the Publishers for 

Books : Bndimentary, Scientific, 
"WEALE'S SERIES," ETC. 





CROSBY LOCKWOOD & SON, 

7, STATIONERS' HALL COURT, LUDGATE HILL,'. LONDON, E.G. 

*i^ Catalogues post free on application. 



WEALl'S RtJDIMKNTARY SERIES. 



W£AL£*8 BXn)IMENTA£T SGIENTIFIG SERIES. 




*«* The volttxnes of this Series are freely Illastrated witii 
Woodcuts, or otherwise, where requisite. Throughout the fol- 
lowing List it must be understood that the books are bound in 
limp cloth, unless otherwise stated; 3uf ihe volumes marked 
with a % may also be had strongly bound in cloth boards for 6dL 
extra, 

N,B,—In ordering from this List it is recommended, as a 
means of facilttaiing business and obviating error, to quote the 
numbers affixea to the volumes, as well as the titles and prices. 



CIVIL ENGINEERING, SURVEYING, ETC. 

No. 

31. WELLS AND WELL-SINKING. By John Geo. Swindell, 

A.R.I.B.A., and G. R. Burnbll, C.E. Revised Edition. With a New 
Appendix on the Qualities of Water. Illustrated, as. 
35. THE BLASTING AND QUARRYING OF STONE, ftw 
Building and other Purposes. By Gren. Sir J. Burgotnb, Bart. is. 6d. 

43. TUBULAR, AND OTHER IRON GIRDER BRIDGES, par- 

ticttlarly describing the Britannia and Conway Tubular Bridges. By G. 
Drysdalb Dbmpsby, C.£. Fourth Edition. 2s. 

44. FOUNDATIONS AND CONCRETE WORKS, with Practical 

Remarks on Footings, Sand, Concrete, B^ton, Pile-driving, Caissons, and - 
'Cofferdams, &c. By £. Dobson. Seventibi Edition, is. 6d. 

60. LAND AND EAGINEERING SURVEYING, By T. Baker, 

C.£. Fifteenth Edition, revised by Professor J. R. Yoong. 2S.t 
«0». EMBANKING LANDS FROM THE SEA, With examples 
and Particulars 01 actual Embankments, &c. By J. Wiggiks, F.G.S. 
WATER WORKS, for the Supply of Cities and Towns. 1 
a Description of the Principal Geological Formations of England as in« 



81. WATER WORKS, for the Supply of Cities and Towns. With 
a Description of the Principal Geological Formations of England as in« 
fluencing^upplies of Water, Sec. By S. Hughes, C.E. New Edition. 4s4 

il8. CIVIL ENGINEERING IN NORTH AMERICA, a Sketch 
of. Bv David Stbvbnson, F.R.S.E., &c. Plates and Diagrams. «. 

167. IRON BRIDGES, GIRDERS, ROOFS, AND OTHER 
WORKS. By Francis Campin, C.E. as. 6d.^ 

197. ROADS AND STREETS, By H. Law, C.E., revised and 
enlarged by D. K. Clark, C.E., including pavements of Stone, Wood, 
Asphalte, &c. as. 6d.t 

103. SAAITARl WORK IN THE SMALLER TOWNS AND IN 
VILLAGES. By C. Slago, A.M.T.C.E. Revised Edition. 3s.t 

312. GAS-WORKS, THEIR CONSTRUCTION AND ARRANGE' 
MENi : and the Manufacture and Distribution of Coal Gas. Orinnally 
written by Sauubl Hughbs, C.E. Re-written and enlarged by "mLUAM 
Richards, C.E. Eighth Edition, with important additions, u. 6d.t 

113. PIOAEER ENGINEERING, A Treatise on the Engineering 
Operations connected with the Settlement of Waste Lands in New Coan> 
tries. By Edward Dobson, Assoc. Inst. C.E. 4s. 6d.t 

116. MATERIALS AND CONSTRUCTION; A Theoretical and 
Practical Treatise on the Strains, Designing, and Erection of Works of Con- 
struction. By Francis Campin, C.E. Second Edition, revised, js.^ 

ii9. CIVIL ENGINEERING. By Henry Law, M.Inst. C.E, 
Including Hydrauuc Enginbbring by Gbo. R. Burnbll, M.Inst. C.B. 
Seventh Edition, revised, with large additions by D. Kinnbar Clark, 
M.Inst. C JE. 6s. 6d.. Cloth boards, 7?. 6d. 

268. THE DRAINAGE OF LANDS, TOWNS, 6- BUILDINGS. 
By G. D. Dempsbt, C.E. Revised, with large Additions on Recent Practice 
in Drainage Engineering, by D. Kinnbar Clark, M.I.C.E. Second Edition, 

Ig" 7 he X indicates that these vols, may be had strongly bound at 6d extra. 
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MECHANICAL ENGINEERING, ETC. 

33. CRANESy the Construction of, and other Machinery for Raising 

Heavy Bodies. By Joseph Glynn, F.R.S. Illustrated, is. 6d. 

34. THE STEAM ENGINE. By Dr. Lardner. Illustrated. is.6d. 
59. STEAM BOILERS: their Construction and Management. By 

R. Armstrong, C.£. 'Illustrated, is. 6d. 
82. THE POWER QF WATER, as applied to drive Flour Mill% 

and to give motion to Turbines, &c. By Tosbph Glynn, F.R.S. 2s.^ 
98. PRACTICAL MECHANISM, the Elements of; and Machine 

Tools. By T. Baker, C.E. With Additions by J. Nasuyth, C.E. ss. 6d.l 
139. THE STEAM ENGINE, a Treatise on the Mathematical Theory 

of, with Rules and Examples for Practical Men. By T. Baker, C.£. is. 6al 

164. MODERN WORKSHOP PRACTICE, as applied to Steam En- 

gines, Bridges, Ship-building, &c. By J. G. Winton. New Edition. 3s. 6d.t 

165. IRON AND HEAT, exhibiting the Principles concerned fc the 

Construction of Iron Beams, Pillars, and Girders. By J. Armour. 2S. 6d«l 

166. POWER IN MOTION: Horse-Power, Toothed- Wheel Gearing, 

Long and Short Driving Bands, and Angular Forces. By J. Armour, 2s.^ 
171. THE WORKMAN'S MANUAL OF ENGINEERING 
DRAWING. ByJ. Maxton. 7th Edn. With 7 Plates and 350 Cuts. 3s. 6d.| 
190. STEAM AND THE STEAM ENGINE, Stationary and 

Portable. By J. Sewbll and D. K. Clark, C.E. 3s. 6d.^ 
aoo. FUEL, its Combustion and Economy. By C. W. Williams. 

With Recent Practice in the Combustion and Economy of Fuel — Coal, Coke, 
Wood, Peat, Petroleum, &c.— by D. K. Clark, M.I.C.E. 3s. 6d.t 

202. LOCOMOTIVE ENGINES. By G. D. Dempsky, C.E. ; with 
large additions by D. Kinnbar Clark, M.I.C.E. x%.% 

211. THE BOILERMAKER'S ASSISTANl in Drawing, Tem- 
plating, and Calculating Boiler and Tank Work. By John Courtney, 
Practical Boiler Maker. Edited by D. K. Clark, C.E. 100 Illustrations, m. 

217. SEWING MACHINERY : Its Construction, History, &c., with 
full Technical Directions for Adjusting, &c. By J. W. Urquhart, C.E. 28.| 

223. MECHANICAL ENGINEERING. Comprising Metallurgy, 
Moulding, Casting, Forging, Tools, Workshop Machinenr, Manufacture oi 
the Steam Engine, &c. By Francis Campin, C.E. Third Edition. 2s. 6d.l 

236. DETAILS OF MACHINERY. Comprising Instructions for 

the Execution of various Works in Iron. By Francis Campxn,'C.E. i%,X 

237. THE SMI2HY AND FORGE; including the Farrier's Art and 

Coach Smithing. By W. J. E. Crane. Illustrated. 2s. 6d.t 

238. THE SHEET-METAL WORKER'S GUIDE; a Practical Hand- 

book for Tinsmiths, Coppersmiths, Zincworkers, &c. With 94 Diagrams and 
Working Patterns. By W. J. E. Crane. Third Edition, revised, is. 6d. 
251. STEAM AND MACHINERY MANAGEMENT : with Hints 
on Construction and Selection. By M.' Powis Bale, M.I.M.E. 2s. 6d.t 

254. THE BOILERMAKER'S READY-RECKONER. By J. 

Courtney. Edited by D. K. Clark, C.E. 4s. 
•«• Nos. 211 a«<j?2S4 tn One Vol. ^ half- bounds entitled" Tn^'BoiLXLKtuAKX.K^sR^Aiiii' 
Reckoner and Assistant." By J. Courtney and D. K. Clark. 7s. 

255. L0C0M02IVE ENGINE-DRIVING. A Practical Manual for 

Engineers in charge of Locomotive Engines. By Michabl Reynolds, M.S.B . 
Ninth Edition. 3s. 6d., limp ; 4s. 6d. cloth boairds. 

256. STATIONARY ENGINE^DRIVING. A Practical Manual for 

Engineers in charge of Stationary Engines. By Michael Reynolds, M.S.S. 
Fourth Edition. 3s. 6d. limp ; 4s. 6d. cloth boards. 
260. IRON BRIDGES OF MODERATE SPAN: their Construe- 
tion and Erection. By Hamilton W. Pbndred, C.E. 2s. 

**r The X indicates that these vols, may be had strongly bound at 6d. extra, 
7, STATIONERS' HALL COURT, LUDGATE HILL, E.G. 
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MINING, METALLURGY, ETC. 
4* MINERALOGY^ Rudiments of; a concise View of the General 
Properties of Minerals. By A. Ramsay, F.G.S., F.R.G.S., &c. Fourth 
Edition, revised and enlarged. Illustrated. 3s. 6d.t 
117. SUBTERRANEOUS SUR VEYING, with and without the Mag- 
netic Needle. By T. Fbnwick and T. Bakbr, C.E. Illustrated. 2s. 6d. X 
135. ELECTRO-METALLURGY; PiacticaUy Treated. By Alex- 
ANDBR Watt. Tenth Edition, enlarged, with additional Illustrations, and 
including the most recent Processes. 3s. 6d.i 

172. MINING TOOLS, Manual of. For the Use of Mine Managers, 
Agents, Students, &c. By Wiluam Morgans. 2s. 6d.' 
I7«». MINING TOOLS, ATLAS ot Engravings to Illustrate the above, 
containing 235 Illustrations, drawn to Scale. 4to. 4s. 6d. 

176. METALLURGY OF IRON Containing History of Iron Manu- 
facture, Methods of Assay, and Analyses of Iron Ores, Processes of Manu- 
facture of Iron and Steel, &c.. By H. Bauerman, F.G.S. Sixth Edition, 
revised and enlarged. 5s.$ 

180. COAL AND COAL MINING, By the late Sir Warington W. 
Smyth, II.A., F.R.S. Seventh Edition, revised. 3s. 6d.t 

195. 7 HE MINERAL SURVEYOR AND VALUER* S COM- 
PLETE GUIDE. By W. Lintbrn, M.E. Third Edition, including Mag- 
netic and Angular Surveying. With Four Plates. 3s. 6d.t 

«I4. SLATE AND SLATE QUARRYING, Sc\tn\i?ic,'Pmc\Xc2l, and 
Commercial. By D. C. Davies, F.G.S., Mining Engineer, &c. 3S.t 

J64. A FIRST BOOK OF MINING AND QUARRYING, with the 
S ciences connected ther<»T. ith, for Primary Schools and Self Instruction. By 
J . H. CoLUNS, F.G.S. Second Edition, with additions, is. 6d. 



ARCHITECTURE, BUILDING, ETC. 

16. ARCHIIECTURE-^ORDERS—ThQ Orders and their iEsthetic 

Principles. By W. H. Leeds. Illustrated, is. 6d. 

17. ARCHITECTURE—STYLES— ThQ History and Description of 

the Styles of Architecture of Various Countries, from the Earliest to thft 
Present Period. By T. Talbot Bcry, F.R.I.B.A 'Sec. Illustrated. M. 
%• Orders and Styles of Architecture, in One Vol., 3*. 6d. 

18. ARCHITECTURE— DESIGN— Tht Principles of Design in 

Architecture, as deducible irom Nature and exemplified in the Works of the 
Greek and Gothic Architects. By E.L.Garbbtt, Architect. Illustrated. 2s.6d. 
*«* The three preceding Works^ in One handsome Vol., half bound, entitled 
" Modern Architecture," price 6s,\ 

12. THE ART OF BUILDING, Rudiments of. General Principles 
of Construction, Materials used in Building, Strength and Use of Materials, 
Working Drawings, Specifications, and Estimates. By E. Dobson, 2s.t 

1$. MASONRY AND ST0NECUT2ING : Rudimentary Treatise 
on the Principles of Masonic Projection and their application to Con- 
struction. By Edward Dobson, M.R.I.B.A., 8cc. 2s. 6d.# 

42. COTTAGE BUILDING, By C. Bruce Allen, Architect 

Eleventh Edition, revised and enlarged. With a Chapter on Economic Cottages 
for Allotments, by Edward E. Allen, C.E. 2s. 

45. LIMES, CEMENTS, MORTARS, CONCRETES, MASTICS, 
^PLASTERING, &c. By G. R. Burnell, C.E Fourteenth Edition, is. 6d 

57. WARMING AND VENTILATION, An Exposition of the 
General Principles as applied to Domestic and Public Buildings, Mines, 
Lighthouses, Ships, &c. By C. Tomlinson, F.R.S., &c. Illustrated. 38. 
HI. ARCHES, PIERS, BUTTRESSES, &*€,: Experimental Essays 
on the Principles of Construction. By W. Bland. Illustrated, is. 6d. 

M&^ The t indicates that these vols, may be had strongly" bound at 6d. extra, 
LONDON: CROSBY LOCKWOOD AND SON, 
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Architecture, Building, etc., continued, 

Ii6. THE ACOUSTICS OF PUBLIC BUILDINGS; or. The 
Principles of the Science of Sound applied to the purposes of the^Architect and 
Builder. By T. Rogbr Smith, M.K.I. B.A., Architect. Illustrated, is. 6d. 

127. ARCHITECTURAL MODELLING IN PAPER, the Art of. 

By T. A. Richardson, Architect. Illustrated, is. 6d. 

128. VITRUVIUS—THE ARCHITECTURE OF MARCUS 

VITRlfVIUS POLLO. In Ten Books. Translated from the Latin by 
TosBPH GwiLT, F.S.A., F.R.A.S. With 23 Plates, ss. 
130. GRECIAN ARCHxTECTbREf An Inquiry into the Principles 
of Beauty in ; with an Historical View of the Rise and Progress of the Art in 
Greece. By the Earl of Aberdbbn. is. 
%* The two preceding Works in One handsome VoL, half bound, entitled '*ANaBNT 

132. THE ERECTION ^OF^DWELijNG-HOUSES. Illustrated bj 
a Perspective View, Plans, Elevations, and Sections of a pair of Semi> 
detached Villas, with the Specification, Quantities, and Estimatesi &c. By 
S. H. Brooks. New Edition, with Plates. 2s. 6d.t 

156. QUANTilIES (Sr* MEASUREMENTS in Bricklayere', Masons', 
Plasterers^ Plumbers'^ainters*, Paperhangers', Gilders', Smiths*, Carpenters' 
and Joiners* Work. By A. C. Bbaton, Surveyor. Ninth Edition, is. 6d. 

175. LOCKWOOD'S BUILDER'S PRICE BOOK FOR 1895. A 
Comprehensive Handbook of the Latest Prices and Data for Builders. 
Architects, Engineers, and Contractors. Re-constructed, Re-written, ana 
further Enlarged. By Francis T. W. Millbr, A.R.I.B.A. 800 pages. 
4s., cloth boards. 

182. CARPENTRY AND JOINERY— Ubil Elementary Pam- 

ciPLRS OF Carpbktry. Chiefly composed from the Standard Work of 
Thobjas Trbdgold, C.E. With a TREATISE ON JOINERY by E. 
Wyndhabi Tarn, M.A. Fifth Edition, Revised. 3s. 6d.f 
i82». CARPENTRY AND JOINERY. ATLAS of 35 Plates to 
accompany the above. With Descriptive Letterpress. 4to. 6s. 
185. THE COMPLETE MEASURER ; the Measurement of Boaids, 
Glass, &c. ; Unequal-sided, Square-sided, Octagonal-sided, Round Timber 
and Stone, and Standing Timber, &c. By^ Richard Morton. Fifth 
Edition. 4s. ; strongly bound in leather, 5s. 

187. HINTS TO YOUNG ARCHITEC2S. By G. WiGHTWiCK. 

New Edition. By G. H. Gdillaumb. Illustrated, is. 6d.t 

188. BOUSE PAINTING, GRAINING, MARBLING, AND SIGN 

VfRITING : with a Course of Elementary Drawing for House-Painters, Sign- 
Writers, &c., and a Collection of Useful Receipts. By Ellis A. Davidson. 
Six^ Edition. With Coloured Plates. 5s. cloth limp ; 6s. cloth boards. 

189. THE RUDIMENTS OF PRACTICAL BRICKLAYING. 

In Six Sections : General Principles: Arch Drawing, Cutting, and Setting : 
Pointing; Paving. Tiling, Materials; Slating ana Plastering; Practical 
Greometry,Mensuration, &c. By Adam Hammond. Eighth Edition. i8.6d. 

191. PLUMBING, A Text-Book to the Practice of the Art or Craflt of 

the Plumber. With Chapters upon House Drainage and Ventilation. Sixth 
Edition. With 380 Illustrations. By W. P. Buchan. 3s. 6d.t 

192. THE TIMBER IMPORTER'S, TIMBER MERCHANTS^ 

and BUILDER'S STANDARD GUIDE. By R. E. Grandy. as. 

S06. A BOOK ON BUILDING, CtvU and EccUsiastical, indudinp 
Church Rbstoration. . With the Theory of Domes and the Grreat Pynaif 
&c. By Sir Edmund Bbckbtt, Bart., LL.D., Q.C., F.R.A.S. 4s. 6d4 

226. THE JOINTS MADE AND USED BY BUILDERS in the 
Construction of various kinds of Engineering and Architectural Works. By 
Wyvill J.Christy, Architect. With npwardsof x6oEngravingson Wood, js.t 

228. THE CONSTRUCTION OF ROOFS OF WOOD AND IRON. 
By E. Wyndham Tarn, M.A., Architect. Third Edition, revised, is. 6d. 

%gr The X indicates that these vols, may be had strongly bound at ^, extra, 
7, STATIONSRS' HALL COURT, LUDGATE HIIJL, E.C. 
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Architecture, Building, etc., continued, 
«29. ELEMENTARY DECORATION: as applied to the Interior 

and Exterior Decoration of Dwelling-Hoases, &c. By J. W. Facby.' as. 
JS7. PRACTICAL HOUSE DECORATION. A Guide to the Art - 
of Ornamental Painting. By Tambs W. Facky. 28. 6d. 
%* Tks iwo preceding Works, in One Handsome Vol,, half-bound, entitled " "SLotssb, 
Dbcoration, Elbmbntary and Practical, "^rrr^ 5^. 
130. A PRACTICAL TREATISE ON HANDRAILING, Showing 
New and Simple Methods. By 6. Collings. Second Edition, Reviaed, 
including A Trbatisb ON Stairbuilding. Plates. 2s. 6d. 
t47. BUILDING ESTA TES : a Rudimentary Treatise on the Develop- 
ment, Sale, Purchase, and Greneral Management of Building ^Land. By 
Fowlbr Maitland, Surveyor. Second Edition, revised, as. 
148. PORTLAND CEMENT FOR USERS. By Henry Faija, 

Assoc. M. Inst. C.E. Third Edition, corrected. Illustrated, as. 

152. BRICKWORK : a Practical Treatise, embodying the Greneral 

and Higher Principles ot Bricklaying, Cutting and Setting, &c. By F. 

Walker. Third Edition, Revised and Enlarged, is. 6d. 

13. THE PRACTICAL BRICK AND TILE BOOK. Comprismg: 

189. Brick AND ilb Making, by E. Dobson,A.I.C.E.; Practical Bricklay- 

t65. ing, by a H mhond ; Brickcuttino and Setting, by A. Hammond. $34 

pp. with ajo Illustrations. 6s. Strongly half-bound. 
253. THE TIMBER MERCHANT'S, SAW-MILLER'S, AND 
IMPORTER'S FREIGHT-BOOK AND ASSISTANT. By Wm. Rich- 
ardson. With Additions by M. Powis Bale, A.M.Inst.C.E. 3S.t 

158. CIRCULAR WORK IN CARPENTRY AND JOINERY. 

A Practical Treatise on Circular Work of Single and Double Curvature. 
By George Collings. Second Edition, as. 6d. 

159. GAS FITTING: A Practical Handbook treating of every 

Description ofGas Laying and Fitting. By T. Black. Second Edition. 2S.6d.t 
t6i. SHORING AND ITS APPLICATION: A Handbook for the 

Use of Students. By George H. Btjigrovb. is. 6d. 
265. THE ART OF PRACTICAL BRICK CU2 TING df SETTING. 

By Adam Hammond. With 90 Engravings, is. 6d. 
167. THE SCIENCE OF BUILDING: An Elementary Treatise on 

the Principles of Construction. By E. Wyndham Tarn, M. A. Lond. Third 

Edition, Revised and Enlarged. 3s. 6d.t 
171. VENTILA'iION: a Text-book to the Practice of the Art of 

Ventilating Buildings By W. P. Buchan, R.P., Sanitary Engineer, Author 

of "Plumbing,»'&c. js. 6d.* 

272. ROOF CARPENTRY ; Practical Lessons in the Framing of 

Wood Roofs. For the Use of Working Carpenters. By Geo. Colungs, 
Author of " Handrailing and Stairbuilding," &c. as. 

273. THE PRACTICAL PLASTERER : A Compendium of Plain 

and Ornamental Plaster Work. By Wilfred Kemp. as. 



SHIPBUILDING, NAVIGATION, ETC. 
51, NA VAL ARCHITECTURE. An Exposition of the Elementary 
Principles. By J. Pbakb. Fifth Edition, with Plates. 3s. 6d.t 
S3*. SHIPS FOR OCEAN <&- RIVER SERVICE, Elementary and 
Practical Principles of the Construction of. By H. A. Sommbrpbldt. is. 6d. 
S3»». AN ATLAS OFENGRA VINGS to Dlustrate the above. Twelve 
large folding plates. Royal 4to, cloth. 7s. 6d. 
54. MASTING, MASl'MAKING, AND RIGGING OF SHIPS, 
Also Tables of Spars, Rigging, Blocks ; Chain, Wire, and Hemp Ropes 
&c., rdative to eveiy class 01 vessels. By Robert Kifpino, N.A. 2S.^ 

§^~ The t indicates that these vols, may be had strongly bound at 6d. extra, 
TX)ND0N: CROSBY LOCKWOOD AND SON, 



VVEALE'S RUDIMENTARY SERIES. 



Shipbuilding, Navigation, Marine Engineering, etc., cont. 

S4*. IRON SHIP-BUILDING, With Practical Examples and Details. 

By John GitANTHABf, C.E. Fifth Edition, xs. 

5$. THE SAILOR'S SEA BOOR: a Rudimentary Treati.>e on 

Navigation. By Jambs Grbbnwood, fi JV. With nomeroiis Woodcuts and 

Coloured Plates. New and enlai^^ edition. By W. H. Rossbr. 2s. 6d.t 

80. MARINE ENGINES AAD STEAM VESSELS. By Robert 
Murray, C.£. Eighth Edition, thoroughly Revised, with Additions by the 
Author and by Gborgb Carlislb, C.E. 4s. 6d. limp : 5s. cloth boards. 

83WJ. THE FORMS OF SHIPS AND BOATS, By W. Bland. 

Ninth Edition, with numerous Illustrations and Models, is. 6d. 

99. NAVIGATION AND NAUTICAL ASTRONOMY, in Theoiy 

and Practice. By Prof. J. R. Young. New Edition. 2s. 6d. 
106. SHIPS* ANCHORS, 2iTre2itise on. By G. Cotsell, N.A. is.6d. 
149. SAILS AND SAIL-MAKING. With Draughting, and the Centre 
of ££Fort of the Sails ; Weights and Sizes of Ropes ; Masting, Rigging, 
and Sails of Steam Vessels, &c. 13th Edition. By R. Kipping, NJL, 2s. 6d.i 
155. ENGINEER'S GUIDE TO THE ROYALS MERCANTILE 
NAVIES. By a Practical Enginbbr. Revised by D. F. McCarthy. 38. 
SC PRACTICAL NAVIGATION. Consisting of The Sailor's 
£ Sea- Book. By Jambs Grbbnwood and W. H. Rossbr. Toother vnth 
mr^. the requisite Mathematical and Nautical Tables for the Working of the 
*"^' Problems. By H. Law, C.E., and Prof. J. R. Young. 7s. Half- bound. 

AGRICULTURE, GARDENING, ETC. 
61*. A COMPLETE READY RECKONER FOR THE AD MB A^ 

SUREMENT OF LAND, &c. By A. Arman. Fourth Edition, revised 
and extended by C. NoRRis, Surveyor, Valuer, &c. 2S. 
131. MILLER'S, CORN MERCHANT Sy AND FARMER'S 
READY RECKONER. Second Edition, with a Price List of Modem 
Flour-Mill Machinery, by W. S. Hutton, C.E. 2s. 

140. SOILS, MANURES, AND CROPS. (Vol. i. Outlines of 

MoDBRN Farming.) By R. Scott Burn. Woodcuts, as. 

141. FARMING 6f FARMING ECONOMY, Notes, Historical and 

Practical, on. (Vol. 2.0utunbs ofModbrn Farming.) By R. Scott Burn. 3s. 

142. STOCK; CATTLE, SHEEP, AND HORSES. (Vol. 3. 

OuTLiNBs OP Modern Farming.) By R. Scon Burn, Woodcuts. 2s. 6d. 

145. DAIRY, PIGS, AND POULTRY, Management of the. By 

R. Scott Burn. (Vol. 4. Outlinbs of Modbrn Farming.) sst 

146. UTILIZATION OF SEWAGE, IRRIGATION, AND 

RECLAMATION OF WASTE LAND. (Vol. <. Outlinbs of Modbrm 
Farming.) By R. Scott Burn. Woodcuts, as. od. 
%• Nos. 140-1-3-5-6, tn One Vol., handsomely half-bound, entitled ".Ootunbs of 
MoDBRN Farming." By Robert Scott Burn. Price lai. 
177. FRUIT TREES, The Scientific and Profitable Culture of. From 
the French of Du F ibuil. Revised by Gbo. Glbnny. 187 Woodcuts. 3s. 6d. 
198. SHEEP; THE HISTOR Y, STRUCTURE, ECONOMY, AND 
DISEASES OF. By W. C. Spoonbr, M.R.V.C„ 8ec. Fifth Edition, 
enlarged, including Specimens ot New and Improved Breeds. 3s. 6A.t 

201. KITCHEN GARDENING MADE EASY. By George M. F. 

Glbnny. Illustrated, zs. 6d.t 

207. OUTLINES OF FARM MANAGEMENT, and the Organu 

zation of Fat m Labour. By R. Scott Burn. as. 6d.^ 

208. OUTLINES OF LANDED ESTATES MANAGEMENT. 
By R. Scott Burn. as. 6d. 

••• Not. ao7 6r* 208 in One Vol., handsomely half -bound, entitled "Outlines 01 
Landed Estates and Farm Management." By R. Scott Burn. Price 6s. 

i^^ The X indicat es that these vols, may be had strongly bound at 6d. extm. 

7, stationers' hall court, ludgate hill, E.C. 
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Agriculture, Gardening, etc., continued, 

209. THE TREE PLANTER AND PLANT PROPAGATOR. 
A Practical Manual on tbe Propagation of Forest Trees, Fruit Treei, 
Flowering Shrubs, Flowering Plants, 8cc. By Samuel Wood. 2s. 
no. THE TREE PRbNER. A Practical Manual on the Pruning of 
Fruit Trees, including also their Training and Renovation ; also the Pruning 
of Shrubs, Climbers, and Flowering Plants. By Samuel Wood. is. 6d. 
••• Nos, 209 ^ 2x0 in One Vol., handsomely half-bound, entitled "The Trbb 
Planter, Propagator, and Prunbr." By Samuel Wood. Price 3*. 6d, 
1 r8. THE HA Y AND STRA W MEASURER : Being New Tables 
for the Use of Auctioneers, Valuers, Farmers, Hay and Straw Dealers, See. 
By John Steele. Fifth Edition. 2s. 

222. SUBURBAN FARMING, The Laying-out and Cultivation of 
Farms^ adapted to the Produce of Milk, Butter, and Cheese, Eggs, Pooltry, 
and Pigs. By Prot John Donaldson and R. Scott Burn. 3s. 6d.* 

23 1 THE AR T OF GRAFTING AND BUDDING. By Charles 

Baltet. With Illustrations. 2S. 6d.t 

232. COTTAGE GARDENING ; or, Flowers, Fruits, and Vegetables 

for Small Gardens. By E. Hobday, is. 6d. 

233. GARDEN RECEIPTS. Edited by Charles W. Qum. is.6d. 
«34. MARKET AND KITCHEN GARDENING. By C. W. Shaw, 

late Editor of " Gardening Illustrated." 3s.t 
«39. DRAINING AND EMBANKING. A Practical Treatise, em- 
bodying the most recent experience in the Application of Improved Methods. 
By JOHN Scott, late Professor of Agriculture and Rural Economy at the 
Royal Agricultural College, Cirencester. With 68 Illustrations. iSf 6d. 

140. IRRIGATION AND WATER SUPPLY. A Treatise on Water 

Meadows, Sewage Irrigation, and Warping ; the Construction of Wellt, 
Ponds, and Reservoirs, &c. By Prof. John Scott. With 34 lllus. is. 6d. 

141. FARM ROADS, FENCES, AND GATES. A Practical 

Treatise on the Roads, Tramways, and Waterways of the Farm; the 
Principles of Enclosures ; and the different kinds of Fences, Gates, and 
Stiles. By Professor John Scott. With 75 Illustrations, is. 6d. 

142. FARM BUILDINGS. A Practical Treatise on the Buildings 

necessary for various kinds of Farms, their Arrangement and Construction, 
with Plans and Estimates. By Prof. John Scott; With 105 lUus. 2S. 

243. BARN IMPLEMENTS AND MACHINES. A Practical 

Treatise on the Application of Power to the Operations of Agriculture^ and 
on various Machines used in the Threshing- bam, in the Stock>yard, and m tbe 
Dairy, 8tc. By Prof. J. Scott. With 123 Illustrations. 2s. 

244. FIELD IMPLEMENTS AND MACHINES. A Practical 

Treatise on the Varieties now in use, with Principles and Details of Con- 
struction, their Points of Excellence, and Management. By Professor JoHM 
Scott. With 138 Illustrations. 2s. 

.'45. AGRICULTURAL SURVETcING. A Practical Treatise on 
' '" • - "• < " ..• < ,, . ^ g^^_ 

,atc. 



•«• Nos. 239 to 24s in One Vol., handsomely half-bound, entitled " The Complbtb 
Text- Book of Farm Engineering." By Professor John Scott. Price 12s, 

:50. MEAT PRODUCTION. A Manual for Producers, Distributors, 

8cc. By John Ewart. 2s. 6d.t 
266. BOOKKEEPING FOR FARMERS df ESTATE OWNERS. 

By T. M. Woodman, Chartered Accountant. 2s. 6d. cloth limp ; 3s. 6d. 

cloth boards. 

■—^ The t indicates that these vols may be had strongly bound at 6d. extra. 
LONDON: CROSBY LOCKWOOD AND SON, 
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MATHEMATICS, ARITHMETIC, ETC. 

32. MATHEMATICAL INSTRUMENTS, a Treatise on; Their 
Construction, Adjostment, Testing, and Use concisely Explained. By J. F. 
Hbathbr, M.A. Fourteenth Edition, revised, with additions^ by A. T. 
Walmislby, M.I.C.E., Fellow of the Surveyors' Institution. Original Edi- 
tion, in I vol.. Illustrated. 2S.t 
\* In ordering the above, be careful to say, " Original Edition " {No, 32), to ditttn- 
guish it from the Enlarged Edition in 3 vols. {Nos. 168-9-70.) 

76. DESCRIPTIVE GEOMETRY, an Elementary Treatise on; 
with a Theory of Shadows and of Perspective, extracted h-om the French of 
G. MoNGB. To which is added, a description of the Principles and Practice 
of Isometrical Projection. By J. F. Hbathbr, M.A. With 14 Plates. 2s. 
178. PRACTICAL PLANE GEOMETRY: giving the Simplest 
Modes of Constructing Figures contained in one Plane and Geometrical Con- 
struction of the Ground. By J. F. Hbathbr, M.A. With 2x5 Woodcuts. St. 

83. COMMERCIAL BOOK-KEEPING, With Commercial Phrases 

and Forms in English, French, Italian, and German. By Jambs Haddon, 
M.A., Arithmetical Master of King's College School, London, is. 5d. 

84. ARITHMETIC, a Rudimentary Treatise on ; with full Explana- 

tions of its Theoretical Principles, and numerous Examples for Practice. By 
Professor J. R. Young. Twelfth Edition, is. 6d, 
84*. A Kby to the above, containing Solutions in full to the Exercises, together 
with Comments, Explanations, and Improved Processes, for the Use of 
Teachers and Unassisted Learners. By j . K. Young, zs. 6d. 

85. EQUATIONAL ARITHMETIC, applied to Questions of Interest, 

Annuities, Life Assurance, and General Commerce ; with various Tables by 
which all Calculations may be greatly facilitated. By W. Hipslxy. 2S. 

86. ALGEBRA, the Elements of. By James Haddon, M.A. 

With Appendix, containing miscellaneous Investigations, and a Collection 
of Problems in various parts of Algebra. 2S. 
86*. A Kby and Companion to the above Book, forming an extensive repotitoiy of 
Solved Examples and Problems in Illustration of the various Sq^edients 
necessary in Alg^raical Operations, By J. R. Young, is. 6d. 

88. EUCLID, The Elements of : with many additional Propositions 
8q. and Explanatory Notes: to which is prefixed, an Introductozy Enay on 
Logic. By Hbnry Law, C.E. as. 6d.t 

•»• Sold also separately, vtz, .' — 

88. EucUD, The First Three Books. By Hbnry Law, C.E. is. 6d. 

89. Euclid, Books 4, 5, 6, 11, 12. By Hbnry Law, C.£. is. 6d. 

90. ANALYiICAL GEOMETRY AND CONIC SECTIONS 

By Jambs Hann. A New Edition, by Professor J. R. Young. 2s. t 

91. PLANE TRIGONOMETRY, the Elements of. By James 

Hann, formerly Mathematical Master of King's College, London, is. 6d. 
91. SPHERICAL TRIGONOMETR Y, the Elements of. By James 
Hann. Revised by Charlbs H. Dowling, C.E. is. 
%* Or with "The Elements of Plane Trisronometry** in One Volume, zs. 6d. 
93. MENSURATION AND MEASURING. With the Mensuration 
and Levelling of Land for the Purposes of Modem Engineering. By T. 
Bakbr, C.E. New Edition by E. Nugbnt, C.£. Illustrated, is. 6d. 
loi. DIFFERENCIAL CALCULUS, Elements of the. By W. S. B. 

WooLHOusB, F.R.A.S., &c. IS. 6d. 
102. INTEGRAL CALCULUS, Rudimentary Treatise on the. By 

HoMBRSHABf Coz, B.A. Illustrated, is. 

136. ARITHMETIC, Rudimentary, for the Use of Schools and S • 

Instruction. By Jambs Haddon, M.A. Revised by A. Arman. is. 6d. 

137. A Kmv to Haddo'n's RuDiMBNTARY Arithmbtic. By A. Armak. is. C. 

g^T The % indicates that these vols, may be had strongly bound at 6d. extra. 
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Mathematics, Arithmetic, etc., continued. 
i68. DRAWING AND MEASURING INSTRbMENTS. Indad- 
ing^I. Instruments employed in Geometrical and Mechanical Dra^ng, 
and in the Construction, Copying, and Measurement of Maps and Plans. 
II. Instruments used for the purposes of Accurate Measuranent. and for 
Arithmetical Computations. By T. F. Hbathbr, M.A. Illustrated, is. 6d 

169. OPTICAL INSTROMEATS, Including (more especially) Tele- 

scopes. Microscopes, and Apparatus for producing copies ofMaps and Flans 
by Photography. By T. F. Hbathbr, M.A. Illustrated, is. 6d. 

170. SURVEYING AND ASTRONOMICAL INSTRUMENTS. 

Including;'— I. Instruments Used for Determining the Geometrical Features 
of a portion of Ground. II. Instruments Employ^ in A stronomical Observa- 
tions. By J. F. Hbathbr, M.A. Illustrated, is. 6d. 
%* Tk4 adove three volumes form an enlargement of the Authof's original workt 
"Mathematical Jnsttuments." (See No. 32 tn the Series.) 

x^yMATREMATICAL INSIRUMENTS, By J. F. Heather, 

169. V M.A. Enlarged Edition, for the most part entirely re-wntten. The 3 Parts as 
i70.y above, in One thick Volume. With numerous Illustrations. 4s. 6d.t 

158. 'IHE SLIDE ROLE, AND HOW TO USE IT; containing 
full, easy, and simple Instructions to perform all Business Calculations with 
unexampled rapicOty and accuracy. By Charlbs Hoarb, C.E. Sixth 
Edition. With a Slide Rule in tuck of cover. 2s. 6d.t 

196. THEORY OF COMPOUND INTEREST AND ANNUL 
TIES ; with Tables of Logarithms for the more Difficult Computations of 
Interest, Discount, Annuities, &c. By FfiDOR Thoman. Fourth Edition. 48.) 

199. THE COMPENDIOUS CALCULATOR; or, Easy and Concise 
Methods of Performing the various Arithmetical Operations reauired is 
Commercial and Business Transactions ;' together with Useful Tables. By 
D. O GrORMAN. Twenty- seventh Edition, carefully revised by C. Norris. 
2s. 6d., cloth limn; 3s. 6d., strongly half-bound in leather. 

104. MA'lHEMAlICAL V.^^Z£5, for Trieonometiical, Astronomical, 
and Nautical Calculations ; to which is prefixed a Treatise on Logarithms. 
By Hbnry Law, C.E. Together with a Series of Tables for Navigation 
and Nautical Astronomy. By Prof. J. R. Young. New Edition. 4s. 
to4». LOGARITHMS, With Mathematical Tables for Trigonometrical, 
Astronomical, and Nautical Calculations. By Henry Law, M.Inst.CE. Neiw 
and Revised Edition. ( Forming part of the above Work). 3s. 

ttl. MEASURES, WEIGHTS, AND MONEYS OF ALL NA^ 

TIONS, and an Analysis of the Christian, Hebrew, and Mahometan Caleo' 

-^ dars. By W. S. B. Woolhousb, F.R.A.S., F.S.S. Seventh Edition, 2s. 6d.t 

x^^. MATHEMATICS AS APPLIED TO THE CONSTRUC- 
TIVE ARTS. Illustrating the various processes of Mathematical Investi- 
ffation, by means of Arithmetical and Simple Algebraical Equations and 
Practical Examples. Bv Francis Campin. C.E. Third Edition. 3s.t 

PHYSICAL SCIENCE, NATURAL PHILO- 
SOPHY, ETC. 

u CHEMISTRY. By iVofessor George Fownes, F.R.S. With 

an Appe ndix on the Application of Chemistry to Agriculture, is. 
2. NATURAL PHILOSOPHY, Introduction to the Sindy of. By 
C. ToMLiNSON. Woodcuts, zs. 6d. 

6. MECHANICS, Rudimentary Treatise on. By CHARLES ToM- 

UNSON. Illustrated, is. 6d. i 

7. ELECTRICITY; showing the General Principles of Electrical 

Science, and the purposes to which it has been applied. By Sir W. Snow 
Harris, F.R.S., &c. With Additions by R. Sabinb, C.E., F.S A.1 Fis. 6d. 
7». GALVANISM, By Sir W. Snow Harris. New Edition by 
RoBBRT Sabinb, C.E.,'F.S.A. is. 6d. 

8. MAGNETISM; being a concise Exposition of the General Prin- 

ciples of Magnetical Science. By Sir W. Snow Harris. New Edition, 

revised by H. M. Noad, Ph.D. With 165 Woodcuts. 3s. 6d.» 

i^T The t indicates that these vols, may be had strongly bound at 6d. extra, 
T.ONnoN : CROSBY LOCKWOOn AND SON» 
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Physical Science, Natural Philosophy, etc., continued, 
II. THE ELECTRIC TELEGRAPH; its History and Progress; 

with Descriptions of some of the Apparatus. By R. SiiBiNB, C.E., F.S.A. 3s. 
la. PNEUMATICS^ including Acoustics and the Phenomena of Wind 

Currents, for the Use of Beginners By Charles Tomlinson, F.R.S. 

Fourth Edition, enlarged. Illustrated, zs. 6d. 
Ta. MANUAL OF THE MOLLUSCA ; a Treatise on Recent and 

Fossil Shells. By Dr. S. P. Woodward. A.L.S. Fourth Edition. With 

Plates and 300 Woodcuts. 78. 6d., cloth. 

96. ASTRONOMY, By the late Rev. Robert Main, M.A. Third 

Edition, by William Thymnb Lynn, B.A., F.R.A.S. as. 

97. STATICS AND DYNAMICS, the Principles and Practice of; 

embracing also a clear development of Hydrostatics, Hydrodynamics, and 
Central Forces. By T. Baker, C.£. Fourth Edition, is. 6d. 

173. PHYSICAL GEOLOGY, partly based on Major-General Port- 

lock's "Rudiments of Geology." By Ralph Tatb,A.L.S.,&c. Woodcuts. 2s. 

174. HISTORICAL GEOLOGY, partly based on Major-General 

Portlock's "Rudiments." By Ralph Tatb, A.L.S., &c. Woodcuts. 2s.6d. 
173 RUDIMENTARY TREATISE ON GEOLOGY, Physical and 
ft Historical. Partly based on Major-General Portlock's "Rudiments of 
174. Geology." By Ralph Tatb, A.L.S., F.G.S., &c. In One Volume. 4s. 6d.| 
183 ANIMAL PHYSICS, Handbook of. By Dr. Lardner, D.C.L., 
& formerly Professor of Natural Philosophy and Astronomy in University 
,s^ College, Lond. With 520 Illustrations. In One Vol. 7s. 6d., cloth boards. 
^ %* Sold also tnlzoo Parts, as follows :— 

183. Animal Physics. By Dr. Lardner. Part I., Chapters I.— VII. 4*. 
i«4. Animal Physics. By Dr. Lardnbr. Part II., Chapters VIII.— AVllI. 3s. 
169. LIGHT: an Introduction to the Science of Optics, for the Use of 
Students of Architecture, Engineering, and other Applied Sciences. By E. 
Wyndham Tarn, M.A. is. 6d. 



FINE ARTS. 

20. PERSPECIIVE FOR BEGINNERS. Adapted to Young 
Students and Amateurs in Architecture, Painting, &c. By Gborob Pynb. 2s. 

40 GLASS STAINING, AND THE ART OF PAINTING ON 
GLASS, From the German of Dr. Gbssbrt and Emanubl Otto Fkom- 
brro. With an Appendix on Thb Art of Enamelling. 2s 6d . 

69. MUSIC, A Rudimentary and Practical Treatise on. With 
numerous Examples. By Charlbs Child Spbncbr* as. 6d. 

71. PIANOFORTE, The Art of Playing the. With numerous Exer- 
cises & Lessons from the Best Masters. By Charlbs Child Spbncbr. i8.6d. 
t^^l. MUSIC (d' THE PIANOFORTE. In one vol. Half bound, 55. 
181. PAINTING POPULARLY EXPLAINED, including Fresco, 
Oil, Mosaic, Water Colour, Water-Glass, Tempera, Encaustic. Miniature. 
Painting on Ivory, Vellum. Pottery, Enamel, Glass. Sec. With Historical 
Sketches of the Progress of the Art by Thomas John Guluck, assisted by 
John Times, F.SJl. Sixth Edition, revised and oilarged. $%.% 
186. A GRAMMAR OF COLOURING, applied to Decorative 
Painting and the Arts. Bv Gborob Fibld. New Edition, enlarged and 
adapted to the Use of the Ornamental Punter and Designer. By Ellis A. 
Davidson. With two new Coloured Diagrams, &c. 3s.t 
t46. A DICTIONARY OF PAINTERS, AND handbook: FOR 
PICTURE AMATEURS; including Methods of Painting, Cleaning?, Re- 
lining and Restoring, Schools of Painting, &c. With Notes on the Copyists 
and imitators of each Master. By Philippb Daryl. as. 6d.t 

IV TIU X indicaies that these vols, tnay be had strongly b ound at 6d, extra, 
7, .stationers' hall COURT, LUDGATIt HILL, E.C. 
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INDUSTRIAL AND USEFUL ARTS. 

23. BRICKS AND TILES, Rudimentary Treatise on the Manufac- 
ture of. By E. DoBSON, M.R.I.B^. Illiutrated, js.t 
67. CLOCKS, WATCHES, AND BELLS, a Rudimentary Treatise 
on. By Sir Edmund Beckett, LL.D., Q.C. Seventh Edition, revised and eo- 
larged. 4s. 6d. limp ; js. 6d. cloth boards. 
83«*. CONSIRUCjlION OF DOOR LOCKS. CompUed ft;^m the. 
Papers of A. C. Hobbs, and Edited by Charles Tomlinson. F.R.S. M. 6d. 

162. THE BRASS FOUNDER'S MANUAL; Instructions for 
Modelling, Pattern-Making, Moulding, Turning, Filing, Burnishing, 
Bronzing, &c. With copious Receipts, 8co» By Walter Graham. 2S.t 

105. THE AR'i OF LE'ITER PAINTING MADE EASY. Bv 
J. G. Badbnoch. Illustrated with 12 fiill-page Engravings of Examples, zs. 6a 

215. THE GOLDSMITH'S HANDBOOK, contammg fufi Instruc 
tions for the Alloying and Working ot Gold. By George E. Gee, js.t 

225. THE SILlERSMITirS HANDBOOK, containing full In- 
structions for the Alloying and Working of Silver. By George E. Gee. jmJ 
%• TJk^ hoo precedtng Works, in One handsome Vo*., half -bounds entitled "The 
GoLDSBnTH's & Silversmith's Complete Handbook," 7«. 

249. THE HALL-MARKING OF JEWELLERY PRACTICALL Y 
CONSIDERED. By George E. Gee. x%A 

224. COACH BUILDING, A Practical Treatise, Historical and 
Descriptive. By J. W. Burgess. 2s. 6d.t 

235. PRACTICAL ORGAN BUILDING. By W. E. Dickson, 
M.A., Precentor of Ely Cathedral. Illustrated. 28. 6d.t 

262. THE ART OF BOOT AND SHOEMAKING. By John 

Bedford Leno. Numerous Illustrations. ^ Third Edition. 2s. 

263. MECHANICAL DENTISTRY: A Practical Treatise'on the 

Construction of the Various Kinds of Artificial Dentures, with Formulae, 
Tables, Receipts, 8cc. By Charles Hunter. Third Edition. i%.t 
270. WOOD ENGRAVING: A Practical and Easy Introduction to 
the Study of the Art. By W. N. Browk. is. 6d. 

MISCELLANEOUS VOLUMES. 

j6. A DICTIONARY OF TERMS used in ARCHITECTURE, 
BUILDING, ENGINEERING, MINING, METALLURGY, ARCH/E- 
OLOG\,the FINE ARTS, fsfc. ByToHNWBALE. Sixth Edition. Revised 
by Robert Hunt, F.R.S. Illustrated. 5s. limp ; 6s. cloth boards. 
50. LABOUR CONTRA CTS. A Popular Handbook on the Law of 
Contracts for Works and Services. By David Gibbons. Fourth Edition, 
Revised, with Appendix of Statutes by T. F. Utilby, Solicitor, 3s. 6d. cloth. 
112. MANUAL OF DOMES'lIC MEDaCINE. By R. GOODINQ, 
B.A., M.D. A Family Ghiide in all Cases of Accident and Emenfency 9%. 
I12*. MANAGEMENT OF HEALTH. A Manual of Home and 
Personal Hygiene. By the Rev. Jambs Baxrd, B.A. is. 
150. LOGIC, Pure and Applied. By S. H. EiiMENS. is. 6d. 

153. SELECTIONS FROM LOCKE'S ESSAYS ON TBI' 

HUMAN UI^DERSTANDjlSfG. With Notes by S. H. Emmbns. is. 6d. 

154. GENERAL HINTS TO EMIGRANTS. 2s. 

157. THE EMIGRANTS GUIDE TO NATAL. By R. MANN. 2s. 

193. HANDBOOK OF FiBLD FORTIFICATION. By Major 

W. W. Knollys, F.R.G.S. T^ith letWoodcuts. 3s.t 

194. THE HOLSE MANAGER: Being a Guide to Housekeeping. 

Practical Cookery, Picklii^ and Preserving, Household Work, bairy 

Management, 8cc. By An Old Hodsekbbpbr. 3s. 6d.t 

f94» HOUSE BOOK {The). Comprising:—!. The House Manager. 

1 12 & By an Old Housekeeper. H. Domestic Medicine. By R. Gooding, M.D. 

II 2« . in. Management op Health. By J. Baird. In One vol., half-bound, 6s. 

t^ The t indicates that these vols, may be had strongly bound at 6d. extra. 
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EDUCATIONAL AND CLASSICAL SERIES. 

HISTORY. 

I. England, Outlines of the History of 5 more especially with 
refereace to the Origin and Proaress.of the English Constitution. Bv 
J^LLiAM pouoLAS HAMILTON, F.S.A. of Her Majesty's PubUc Record 
Omce. 4th Edition, revised. 5s. ; cloth boards, 6s. 

5. Greece, Outlines of the History of: in comiection with the 

Rise of the Arts and Civilization in Europe. By W. Douglas Hamilton 
of UnivfflRsity College, London, and Edward Lbvibn, MJl., of Ballioi 
College, Oxford. 2s. 6d. ; cloth boards, 3s. 6d. 
7. Rome, Outlines of the History of; from the Earliest Period 

to the Christian Era and the Commencement of the Decline of the Empire 
By Edward Lbvibn, of Ballioi College, Oxford. Map, 2s. 6d. ; cl. bds. 3s. 6d! 

9. Chronology of History, Art, Literature, and Progress, 

from the Creation of the World to the Present Time. The Continuation bv 
W. D. Hamilton, F.S.A. 3s. ; cloth boards, 3s. 6d. 



ENGLISH LANGUAGE AND MISCELLANEOUS. 

11. Grammar of the English Tongue, Spoken and Written. 

With an Introduction to the Study of Comparative Philology. By Hydk 
Clarkb, D.C.L. Fifth Edition, is. 6d. 

12. Dictionary of the English Language, as Spoken and 

Written. Containing above xoo,ooo Words. By Hydb Clarke, D.C.L. 
3s. 6d. ; cloth boards, 4s. 6d. ; complete with the Grammar, cloth bds., 5s. 6d. 

48. Composition and Punctuation, familiarly Explained foi 

.those who have neglected the Study of Grammar. By Justin Brbnan. 
x8th Edition, is. 6d. 

49. Derivative Spelling- B ook : Giving the Origin of Every Word 

from the Greek, Latin, Saxon, German, Teutonic, Dutch, Frendi, Si}anish, 
and other Languages ; with their present Acceptation and Pronunciation. 
'By J. Rowbotham, F.R.A.S. Improved Edition, xs. 6d. 

51. The Art of Extempore Speaking: Hints for the Pulpit, the 

Senate, and the Bar. By M. Bautain, Vicar- General and Professor at the 
Sorbonne. Translated from the French. 8th Edition, carefully corrected. 2S. 6d. 

{3. places and Facts in Political and Physical Geography, 

for Candidates in Examinations. By the Rev. Edgar Rand, B.A. is. 
54. Analytical Chemistry, Qualitative and Quantitative, a Course 
of. To which is prefixed, a BriefTreatise upon Modem Chemical Nomencla- 
ture and Notation. By Wm. W. Pink and Gborgb E. Wbbstbr. 2s. 

THE SCHOOL MANAGERS' SERIES OF READING 

BOOKS, 

Edited by the Rev. A. R. Grant, Rector of Hitcham, and Honorary Canon of Ely : 

formerly H.M. Inspector of Schools. 

Introductory Primbr, 34/. 

s, d. 



First Standard . .06 
Sbcond „ . . o 10 

Third . . z o 



Fourth Standard . • • z s 

Fifth ' „ . . . , i 6 

Sixth „ . . . . z 6 

Lbssons from thb Bibu. Part I. Old Testament, zs. 

Lbssons from thb Biblb. Part II. New Testament^ to which is added 

Thb Gbooraphy of thb Biblb, for very young Children. By Rev. C. 

Thornton FoRSTBR. zs. 2d. *«* Or the Two Farts in One Volume, as. 

7, stationers' hall COURT, LX7DGATE HILL, B.C. 
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FRENCH. 

24. French Grammar. \^^th Complete and Concise Rules on the 

Grenden of Fxench Nonns.w<B7 G. L. Strauss, FI1.D. is. 6d. 

25. French-English Dictionary. Comprising a large number of 

New Terms nsed in Engineering, Biimng, &c. By Alfred Elwbs. zs. 6d. 

26. English-French Dictionary. Bjr Alfred Elwbs. 2s. 
25,26. French Dictionary (as above). Complete, in One VoL, ^. ; 

doth boards, 3s. 6d. *«* Or with the Grammar, cloth boards, 4s. 6d. 

47. French and English Phrase Book s containing Intro- 
ductory Lessons, with Translations, several Vocabularieslof Word*' a Col- 
lection of suitable Phrases, and Easy Familiar Dialogues, is. 6d. 

GERMAN. 

39. German Grammar. Adapted for English Students, fixim 

Heyse's Theoretical and Practical Grammar, by Dr. G. L. Strauss, is. 6d. 

40. German Reader s A Series of Extracts, carefully culled from the 

most approved Authors of Germany ; with Notes, Philological and Ex- 
planatory. By G. L. Strauss, Ph.D. is. ^, ^ ^ ^ „ 

41-43. German Triglot Dictionary. By N. E. S. A. Hamilton. 

In Three Parts. Part I. German-French-Enriish. Part II. English-Ger- 
man-French. Part III. French-German-English. 3s., or cloth boards, 4s. 
1-43 German Triglot Dictionary (as above), together with Gennan 

9g, Grammar (No. 39), in'One Volume, cloth boards, 5s. 

ITALIAN. 

27. Italian Grammar, arranged in Twenty Lessons, with a Course 

of Exercises. By Alfrbd Elwbs. is.6d. 

28. Italian Triglot Dictionary, wherem the Genders of aU the 

Italian and French Nouns are carefully noted down. By Alfrbd Elwbs. 
Vol. I. Italian-English-French. 2s.6d. _ . „ „, 

30. Italian Triglot Dictionary. By A. Elwes. VoL 2. 

English-French-Italian. 2S. 6d. 

32. Italian Triglot Dictionary. By Alfred Elwks. VoL 3. 

French-Italian-English. as. 6d. v -. i^, ,t 1 ..- /:j 

28,30, Italian Triglot Dictionary (as above). In One VoL, 7s. M, 

32. Clo h boards. ^ 

SPANISH AND PORTUGUESE. 

34. Spanish Grammar, in a Simple and Practical Form. With 

a Course of Exercises. By Alfred Elwbs. "• 6d. 

35. Spanish-English and English-Spanish Dictionary. 

Including a large number of Technical Terms used in Mining, Engineering, ftc. 
with the proper Accents and the Gender of every Noun. By Alfred Elwbs 
4s. ; cloth boards, ss. V..Or with the Grammar, cloth ^ar^. 6s. 

55. Portuguese Grammar, in a Simple and Practical Fonn. 

With a Course of Exercises. By Alfred Elwbs. is. 6d. 

56. Portuguese-English and English-Portuguese ^pic- 

tionaryf Including a large number of Technical Terms ^^J^J^^^' 
Engineering, &c., with the proper Accents and the Gender of ewry Nomu 
By^LFRED ElWbs. Third Edition, Revised, ss. ; cloth boards, 6s. V Or 
With the Grammar , cloth boards, 7s. 

HEBREW. 

i6». Hebrew Grammar. By Dr. Bresslau. is. 6d. 
44. Hebrew and English Dictionary, Biblical and Rabbinfc^; 
containing the Hebrew and Chaldee Roots of the Old Testament Post- 
Rabbinical Writings. By Dr. Brbsslau. 6s. ^ ^ ^ 

46. English and Hebrew Dictionary. By Dr. Bresslau. ^ 
44,46. Hebrew Dictionary (as above), in Two Vols., complete, with 

46*. the Gramm ar, cloth boards, 12s. __^ 
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LATIN. 

19. Latin Grammar. Containing the Inflections and Elementaiy 

Principles of Translation and Construction. By the Rev. Thomas GrOODwm, 
M.A., Head Master of the Greenwich Proprietary School, is. 6d. 

20. Latin-English Dictionary. By the Rev. Thomas Goodwin, 

M.A. 2s. 

22. English- Latin Dictionary; together with an Appendix of 

French and Italian Words which have their origin from the Latin. By the 
Rev. Thomas Goodwin, M.A. is. 6d. 
20,22. Latin Dictionary (as above). Complete in One Vol., 3s. 6d. 
cloth boards, 4s. 6d. *«* Or with the Grammar, cloth boards, 5s. 6d. 
LATIN CLASSICS. With Explanatory Notes in English. 

1. Latin Delectus. Containing Extracts from Classical Authois, 

with Genealogical Vocabularies and Explanatory Notes, by H. Young, zs. 6d: 

2. Csesaris Commentarii deBello Gallico. Notes, and a Greographical 

Register for the Use of Schools, by H. Youno. 2s. 

3. Cornelius Nepos. With Notes. By H. Young, is. 

4. Virgilii Maronis Bucolica et Georgica. With Notes on the Buco- 

lics by W. RusHTON, M.A., and on the Georgics by H. Youno. zs. 6d« 

5. Virgilii Maronis .aSneis. With Notes, Critical and Explanatory, 

bj H. Young. New Edition, revised and improved With copious Adm- 
tional Notes by Rev. T. H. L. Lbary, D.C.L., formerly Scholar of Brasenose 
College, Oxford. 3s. 

5* Part I. Books i.— vi., is. 6d. 

5** Part 2. Books vii.— xii., 2S. 

6. Horace; Odes, Epode, and Carmen Sseculare. Notes by H. 

Young, is. 6d. 

7. Horace ; Satires, Epistles, and Ars Poetica. Notes by W, Brown- 

RiGG Smith, M.A., F.R.G.S. is. 6d. 

8. Sallustii Crispi Catalina et Bellum Jugurthmum. Notes, Critical 

and Explanatory, by W. M. Donnb, B.A., Trin. Coll., Cam. is. 6d. 

9. Terentii Andria et Heautontimorumenos. With Notes, Critical 

and Explanatory, by the Rev. Jambs Davibs, M.A. is. 6d. 
CO. Terentii Adelphi, Hecyra, Phormio. Edited, with Notes, Critical 
and^xplanatory, by the Rev. Jambs Davibs, M.A. 2s. 

11. Terentii Eunuchus, Comoedia. Notes, by Rev. J. Daviks, M.A 

12. Ciceronis Oratio pro Sexto Roscio Amermo. Edited, with an 

Introduction, Analysis, and Notes, Explanatory and Critical, by the Rev. 
Jambs Davibs, M.A. is. 6d. 

13. Ciceronis Orationes in Catilinam, Verrem, et pro Archia. 

With Introduction, Analysis, and Notes, Explanatory and Critical, by Rev. 
T. H. L. Lbary, D.C.L. formerly Scholar of Brasenose College, Ozford. 
is.6d. , ^ 

14. Ciceronis Cato Major, Laelius, Brutus, sive de Senectute, de Ami- 

citia, de Claris Oratoribus Dialogi. With Notes by W. Brownrioo Smith 
M.A., F.R.G.S. 2s. 
16. Livy : History of Rome. Notes bv H. Young and W. B. Smith, 

M.A. Part 1. Books i., ii., is. 6d. 
i5». _^_. Part 2. Books iii., iv., v., is. 6d. 
17. Part 3. . Books xxi., xxii., is. 6d. 

19. Latin Verse Selections, from Catullus, Tibullus, Propertiiu, 

and Ovid. Notes by W. B. Donnb, MA., Trinity College, Cambridge, m. 

20. Latin Prose Selections, from Varro, Columella, Vitruvins, 

Seneca, Quintilian, Florus, Velleius Paterculus, Valerius Maximus Sueto- 
nius, Apuleius, &c. Notes by W. B. Donnb, MA. m. 

21. Juvenalis Satirae. With Prolegomena and Notes byT. H. S. 

EscoTT, B.A-, Lecturer on Logic at King's College, London, as. 

7, stationers' hall COURT, LUDGATE HILL, E.C 
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GREEK. 

14. Greek Grammar, in accordance with the Princioles and Philo- 
cSuDB H **'''^'**' °^ the most eminent Scholars of our own day. By HabA 

15,17. Greek Lexicon. Containing aU the Words in General Use. with 

tteir bignifications, Inflections, and Doubtful Quantities. By Henry R. 
the Two Vols, in One, 4s. od. : cloth boards. 5s. 

14,15. Greek Lexicon (as above). Complete, with the Grammar, in 

17. One Vol., cloth boards, ds. ' 

GRSEK CLASSICS. With Explanatory Notes in EngUsh. 
I. Greek Delectus. Containing Extracts from Classical Authors, 

with Genealogical Vocabularies and Explanatory Notes, byH. Young. New 
Edition, with an improved and enlarged Supplementary Vocabulary, by Torot 
HuTCHisoN,M.A.,of the High School, Glasgow, is. 6d. 
t, 3. Xenophon's Anabasis ; or, The Retreat of the Ten Thousand. 

Notes and a Geographical Register, by H. Young. Part 1. Books i. to iii., 
IS. Part 2. Books iv. to vii., xs. 

4. Lucian's Select Dialogues. The Text carefully revised, with 

Grammatical and Explanatory Notes, by H. Young, is. 6d. . 
5-12. Homer, The Works of. According to the Text of Baeumlein. 
"With Notes, Critical and Explanatory, drawn from the best and latest 
Authorities, with Preliminary Observations and Appendices, by T. H. L. 
Lbary, M.A., D.C.L. 
Tm Iuad : Part i. Books i. to vi.^ is.6d. Part 3. Books xiii, to xviii., is. 6d 
Part 2. Books vii. to xii.,xs.6d. Part 4. Books xix. to xxiv., is. 6d. 
TM Odyssby: Part 1. Books i. to vi., is. 6d Part 3. Books xiii. to xviii., is. 6d. 
Parts. Booksvii.toxii., is.6d. Part 4. Books xix. to xxiv., and 
Hymns, 2S. 
13. Plato's Dialogues: The Apology of Socrates, the Crito, and 
the Hiaedo. From the Text 01 C. F. Hbrmann. Edited with Notes, Critical 
and Explanatory, by the Rev. Jambs Davies, M.A. 2s. 
14-17. Herodotus, The History of, chiefly after the Text of Gaisford. 
With Preliminary Observations and Appendices, and Notes, Critical and 
Explanatory, by T. H. L. Lbary. M.x\., D.C.L. 

Part I. Books i.. ii. (The Clio and Euterpe), 2s. 

Part 2. Books iii., iv. (The Thalia and Melpomene), 2S. 

Part 3. Books v. -vii. (The Terpsichore, Erato, and Polymnia), 2S. 

Part 4. Books viii., ix. (The Urania and Calliope) and Index, is. 6d. 

i8. Sophocles s OSdipus Tyrannus. Notes by H. Young, is. 

10. Sophocles: Antigone. From the Text of Dindorf. Notes, 
Critical and Explanatory, by the Rev. John Milnbr, B.A. ss. 

13. Euripides : Hecuba and Medea. Cluefly from the Text of Din- 
dorf. With Notes, Critical and Explanatory, by W. Brownrigo Smith. 
M.A., F.R.G.S. is.6d. 

26. Euripides: Alcestis. Chiefly from the Text of Dindorf. With 
Notes, Critical and Explanatory, by'JoHN Milnbr, B.A. is. 6d. 

3a -^schylus : Prometheus Vmctus : The Prometheus Boimd. From 
the Text of Dindorf. Edited, with English Notes, Critical and Explanatory, 
by the Rev. Jambs Davibs, M.A. is. . 

32. -^schylus : Septem Contra Thebes : The Seven against Thebes. 
From the Text of Dindorf. Edited, with English Notes, Critical and Ex- 
planatory, by the Rev. Jambs Davibs, M.A. is. 

40. Aristophanes : Achamians. Chiefly from the Text of C. H 

Wbisb. With Notes, by C. S. T. Townshbnd, ma.. is.6d. 

41. Thucydldes s History of the Peloponnesian War. Notes by H. 

Young. Book i. is. 6d. 

42. Xenophon's Panegyric on Agesilaus. Notes and Intro- 
duction by Ll. F. W. Jbwitt. is. 6d. 

43. Demosthenes. The Oration on the Crown and the Philippics. 
With English Notes. By Rev. T. H. L. Lbary, D.C.L., formerly Scholar of 
Brasenose College, Oxford, is. 6d. 
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